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The Mayob, the Auditor, the District Attorney — 

Conatitviing the Board of Water Commissioners of the City of San Francisco: 

Gentlemen — The Board of Water GommiKsioners and the undersigned, 
your Engineer, began the investigation of the problem of the Water Supply 
of San Francisco in May, 1876. In that month they visited Lake Merced 
and the Peninsula supplies, including in this term the storage reservoirs of 
the Spring Valley Company in San Mateo County, the Pescadero and San 
Gregorio, which discharge the drainage of the western slope of the Peninsula 
into the Pacific Ocean, and the Calaveras reservoir site. Clear Lake and 
Puta Creek, lying in the Coast Bange to the north of the city, were also 
visited in May; and subsequently, as opportunity ofiered, the Commissioners 
extended their examinations, in succession, to Lake Tahoe; to the works and 
reservoir sites of the El Dorado Water and Deep Gravel Mining Company, 
on the South Fork of the American Biver; to the Bubicon Biver and Mount 
Gregory works; to the Mokelumne Biver and the works of the Amador Canal 
and Mining Company, including one of the sources of the Mokelumne, 
namely, the Blue Lakes; and to one of the reservoirs and some of the works 
•of the South Yuba Canal Company, on the headwaters of the river of that 
name. 

These examinations, made by wagon, on horseback, or afoot, as occasion 
required, in company with the representatives of the respective interests, car- 
ried the Commissioners over a considerable part of the drainage ground of 
the different sources of supply, and afforded them the opportunity of seeing 
much more ground than they actually traveled over, under circumstances 
which ennbled them to carry away in their min'^s the general local features 
of the country, and gave them besides such specific information as could 
be obtained by observation and inquiry, or by the use of hand instruments, 
which alone could be carried or used on these reconnoissances. In actual 
area, these examinations embraced a large part of the State; in direction, 
they radiated half the way around the compass, beginning at the south, and 
going by way of the east to the north; and in distance, they ranged from 
Laguna Merced, which lies at the door of the city, to Lake Tahoe, which is, 
by any practicable route of travel or of conduit, more than 200 miles distant. 

These examinations, extensive as they were, did not however comprise all 
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poMible reaouTces. Within the limits of distance which the most remote of 
these flchemeg involves, there are other sources of supply that might be in- 
cluded, bnt inasmuch as they have not been made the subject of special in- 
Tegtigation, no mention is here made of them. 

For most American cities, the source of supply lies patent before them, and 
discussion for them is confined to the means and scale and details with which 
the water shall be made available, or, if a secoiid source is an alternative, 
the range of investigation is necessarily limited; bnt for San Francisco, our 
peculiar climate, the number of projects, the long routes proposed by many 
of these schemes, the variety and strongly marked features of the topography 
of the country, and some special difficulties of routes, combine to make the 
problem you have to solve one of unusual magnitude and complexity. To 
pick out from all these sources of supply the main characteristic features, to 
coordinate, compare and digest them, and from them to extract, as a re- 
sult, the best means of supply for this city, is the problem before you, and 
this report is intended, although in an imperfect manner, to aid you to this 
conclusion. While the examinations of the Commissioners have taken a 
wide range, the actual surveys have, from motives of economy, so far been 
confined to the lines beginning in the Sierra Nevada, and inasmuch as such 
surveys are the only reliable bases for estimates of cost, this report will be 
devoted principally to those x>rojects, in regard to which we have some accu- 
rate knowledge, derived either from our own or previous surveys. 

THE SIERRA NEVADA AS A SOURCE OF WATER SUPPLY. 

It would be difficult to imagine a drainage ground for city water supply, 
which would strike the eye in a more favorable way than do the western flanks 
of the Sierra Nevada, from a lower limit in altitude of three or four thousand 
feet, to the summit ridge which lies at a height varying from 7,000 to 9,000 
feet, overtopped at intervals by snowy peaks, which rise two or three thou- 
sand feet above the general level of the dividing ridge. ' 

Between these limits of height are the areas of maximum rainfall, which 
is deposited on the higher levels in the form of snow, attaining at times great 
depth. These high mountain ranges are the condensers, which extract from 
the southerly winds the load of moisture, which they bring from the regions 
of maximum evaporation in the Pacific Ocean. This burden of moisture is 
Almost entirely unloaded in these regions, and over the land lying to the sea- 
ward, comparatively little being left for deposit on the plains to the east. 
The precipitation on the eastern slopes may be likened to the overflow or 
spilling of the clouds, often considerable immediately on the eastern face, but 
rapidly diminishing to an insignificant quantity in the distance of a few miles. 
On the western slope we find a precipitation, which increases with the alti- 
tude and attains a maximum at about 5,000 feet elevation, preserving this 
maximum to as high a point as systematic observation has been carried, which 
is the summit on the Central Pacific Railroad, at an altitude of 7,000 feet. 
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The only Bystematio observations of precipitation along the whole profile 
of the Sierra, which are known to exist, are those kept at the stations of the 
Central Pacific Railroad. Their series of observations now comprises six years, 
and although they are limited in time and confined to a particular line, and 
although we cannot be snre that tbe future or different topography will not, 
or might not vary these results in some considerable degree, we are, from the 
want of more extensive knowledge, confined in our investigations to these. 

Within this period of six years, twenty-eight feet of snow have fallen in 
one season at the Summit. Reducing snow to rain, the lowest full at the 
Summit was 37.77 in., which occurred in the winter of 1870-71, and the 
greatest was 73 in., in the winter of 1873-74. The three hirgest falls were 
73 in., 70 in., and 61 in.; the lowest, 37% in., 39 in., and 49 in. The aggre- 
gate fall at Emigrant Gap, altitude 5,300 feet, for six years, was 318 in.; at 
the Summit for the same time it was 330 in. The fall at Emigrant Gap was 
in 1872-73 considerably in excess of that at the Summit. 

Starting from the Sacramento Valley, we ascend into regions of increas- 
ing rainfall. At Auburn, 1,300 feet above the sea, the rainfall is year after 
year quite 50 per cent, greater than that at Rocklin, 270 feet high ; while Col- 
fax, 2,450 feet high, has in every year at least 33 per cent, more than Auburn, 
and more than double that at Rocklin. At Colfax the fall is in some years 
equal to that at the Summit; the lowest ratio is 75 per cent., and the average, 
83 per cent. At Alta, elevation 3,600 feet, the rainfall is, in different years, 
both greater and less than that at Colfax. 

On the eastern slope at Truckee, altitude 5,500 feet, the average fall is 54 
per cent., the minimum 43, and the maximum 67 per cent, of the fall at the 
Summit, while at Reno, altitude 4,500 feet, the fall is never as much as 10 per 
cent, of the fall at the Summit. The lowest fall of which we have a record 
is in the winter of 1870-71, in which there were — 

At the Summit 37.77 inches. 

At Emigrant Gap 35.96 inches. 

At Colfax : 31.07 inches. 

At Truckee 16.16 inches. 

For any calculations now made, looking to the capacity of a water shed in 
the Sierra Nevada, these figures, being the lowest known to this date, should 
be used. 

The physical aspect of the highest regions of the Sierra is that of immense 
peaks and flanks of granite mountains, the summits denuded, bald and bare 
when free of snow, the less exposed tops and sides supporting, in crevices, a 
scanty vegetation, the most conspicuous feature of which is the growth of 
stunted trees, half starved for want of sustenance, and almost overwhelmed 
in constant struggle with the elements for life. 

Here and there, mingled or alternating with the granite, or perhaps over- 
lying it, are picturesque masses of basaltic rocks. Scarcely any organic life, 
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oxcopt the Htruggling vegetation, is visible in these higher altitudes. Descend- 
ing to a lower level, perhaps two thousand feet below, the landscape opens 
out into amphitheatres, in which lakes and ueadows, once lakes themselyes, 
afford a variety of scenery, less grand and softer to the eye. We here enter 
upon a region which is very sparsely inhabited for a part of the year. Cattle 
and sheep are driven here from the plains below for the sake of the pasturage, 
which those meadows afford for three or four months in the year. These 
flocks and herds return to the plains when the first premonitr>ry storms visit 
the mountains. This second level is timbered with groves of fir and tama- 
rack. Descending still lower, we enter upon the sugar pine belt, and follow- 
ing down the ridges we find them closely covered on tops and flanks by mag- 
nificent forests, of which by far the greater i)art are coniferous trees, with 
here and thert; an oak. The flanks of these ridges are deeply eroded by the 
small streams, which, at short intervals of distance, on cither side pursue 
nearly parallel or converging paths, uniting in the main streams which lie 
perhaps 2,000 feet below. The main streams pursue nearly parallel paths, 
and uniting in the lower foot-hills they form the rivers which have distinct- 
ive names on our maps. The routes of these streams are what would be 
imagined. Tbey fall over rocky channels with precipitous descent, at one 
season boiling torrents, at another gentle rivulets. 

The geological character which we observed in the higher regions is pre- 
served until we enter the mining district, which covers perhaps the lower 
third of the flanks of the mountains. Here we encounter the gold bearing 
slatei?, which lie with upturned edges, and the granite gradually disappears. 
Here and there, at rare intervals, in suall quantities occur calcareous de- 
posits, but generally the geological structure ensures a soft water. Above the 
mining districts there is no influence to injure the character of the water. 
There are few or no inhabitants, little or no cultivation, and the influences 
which exist are favorable. The rapid course of the streams over uneven beds 
serves to aerate the water derived from the melting snow. * 

No constructions, except reservoirs, are proposed for any of the schemes 
in these upper and rugged regions. Up to the eastern limit of the mining 
district, the water is to remain in natural channels. On the borders of this 
region, and below the line of severe snowfall, are to be found the points at 
which canals should tap the rivers to carry supplies for the oily. 

The Lakes and Meadows of the upper regions are an important factor in 
the problem of large supply, aud on this account they require more than 
passing notice. 

These lakes lie nestled in greater or less profusion all along the range, as 
far as the Oommissioners' examinations extended, with areas of a few acres 
to some hundreds, in amphitheatres surrounded by peaks and ridges a thou- 
sand or more feet above them, and generally with narrow outlets, which per- 
mit them to be dammed by inexpensive constructions. This last named fact, 
and the further circumstance that their surfaces are level and often pieced 
out by meadows scarce above their own level, (which gives them great capacity 
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per foot in height of dam,) make them extremely valuable as storage reser- 
Yoirs. A farther important advantage is, that they lie in regions of maximum 
precipitation. A disadvantage is, that they are practically inaccessible in the 
winter and spring, on account of snow. 

The lakes are doubtless undergoing a process of diminution, both in depth 
and in area. They are the resting places of the granitic detritus, eroded from 
the mountains above by the small streams which supply them, and this action, 
in time, supplemented by the aid of frost must, it is believed, bring them to 
the condition of the meadows, wbich in some cases in fact surround them. 

The water'which they store will come from the melting of the snow above 
them. During the winter, and perhaps as late as April or May, the snow is 
itself the reservoir, but about this time it begins to pass away, and continues 
to do so in increasing degree until a period, sometimes earlier and sometimes 
later, generally in June, when the supply gradually diminishes, reaching small 
limits in August. The duration of the melting period, however, varies very 
much, and depends largely upon the quantity of snow to be melted. 

In the early part of August, the Commissioners found large areas of snow 
at and above the altitude of 7,500 feet, on the headwaters of the branches of 
the American and Mokelumne rivers. The snowfall for the previous winter 
had, however, been large. At Silver Lake the fall was stated to be twenty- 
one feet. In consequence of this fact, the rivers kept up to an unusual de- 
gree late in the summer. In the early part of August, 1876, the Bubicon, 
Mokelumne. and the South Fork of the American flowed about equal quan- 
tities, being, as nearly as could be estimated, fully 300 millions of gallons per 
day. 

The general state of flow in the rivers may be described as follows, namely: 
In November, as a rule, they take up a large flow, which is continued through 
the winter months by the rain falling on the lower flanks of the mountains. 
The flow is kept up by the progressive melting of snow in May, June, and 
July, and to a less degree in August. In September and October they are in 
the lowest stage. 

So far as mere quantity of water is concerned, irrespective of the rate at 
which it is delivered to and carried off by the principal water courses, we may 
be assured that an area of 200 square miles or less, in the altitude at and g/^^J^^f 
above 2,500 feet, will drain off in the duee^-year known to our observations 
* more than enough to satisfy the largest prospective demand of the city. 

This consideration of quantity, although of essential importance, is not, as 
might appear at first glance, the whole question. The quantity being suffi- 
cient, we would wish further tq have it delivered to our canals at an uniform 
daily rate. We have for a large part of the year much more passing than we 
could use, and at times we may find less than we require. We are indeed, in 
this investigation, less concerned about the high stages of the rivers, than we 
are about their minimum discharge, and the length of time during which the 
Bupply in the rivers will be less than the prospective draft to be made upon 
them. We are not without some information on these points, although we 
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are not possessed of all that it is desirable to know. Snch information as we 
have indicates that it will not be safe to rely npon the flowage alone of the 
rivers under consideration, but it does not inform us altogether as to the de- 
gree or amount of supplementary supply to be provided. 

In October, 1874, Mr. Scowden noted that the Mokelumne flowed only 
thirty-two millions of gallons per day. 

In September, 1876, the flow of the same river past the head of the Amador 
Canal was only twenty-five millions of gallons per day. 

The river is Baid to have been lower in September, 1875, than known for 
twelve years. It then carried what was estimated to be about fourteen mil- 
lions of gallons a day. 

On December 30, 1876, the quantity flowing at the head of the Amador 
Canal was sixty-two millions of gallons. A day or two subsequently, the flow 
past the head of the new canal of the El Dorado Company, at an altitude of 
4,000 feet, was only twenty millions of gallons a day, and on tbe same 
river, at the mouth of Silver Creek, the flow was seventy-three millions of 
gallons per day. 

The autumn flow of the South Fork of the American becomes very small at 
times, whether as low as just stated for the Mokelumne is not known. 

The flow of both rivers last December is doubtless unusually low, for as 
has already been stated the rivers at this time are full in ordinary years. 

This information, meagre as it is, is nevertheless very important, for it tells 
ns that even with a demand of 20 millions of gallons per day, there are times, 
of longer or shorter duration, in which the rivers could not honor it. 

While we may then conclude for the rivers we have mentioued, that it 
would be unsafe to rely upon the natural flowage, even for the smallest quan- 
tity proposed to be taken for the city supply, we are not informed fully as to 
the length of time in which to expect the minimum flow. We know enough, 
however, to assure us of the necessity of providing storage water in the 
mountains, pari passu with the construction of even the smallest conduit, that 
it would be expedient to build. 

In the absence of full information on these necessary points, it will be the 
plainest dictate of prudence to make the storage capacity on a scale, which 
shall provide for a contingency, more unfavorable both in quantity and in 
time, than any previously known to exist. 

It will, however, be plain that while the preparation of storage facilities 
goes on with the construction of the conduit, it will only be necessary that it 
should keep pace with, and bear a relation to the capacity of the conduit; 
and that it will not be necessary at first to provide the storage which would 
be required, when the city draws the maximum supply, say 100,000,000 gal- 
lons. It will at first be necessary only to store enough to make up the de- 
ficiency of the river, for an assumed number of days, in the supply of 20 or 
30 millions of gallons per day. Afterwards, when the draft made by the 
city shall be 60 or more millions, the storage capacity ^ill require a corre- 
sponding increase. The interval of time, elapsing before the increased de- 
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mand is made, will supply the information npou which the increase will 
depend, and this increase can then be proportioned to the well known 
requirements of the case. 

The foregoing discussion places the mountain lakes and meadows in an 
important relation to the SieiTa projects. 

It may further be stated, that the probable drainage areas, as they are 
gathered from our best maps — which, however, as they are not based on 
trigonometrical surveys, must be accepted with caution — are, for the Moke- 
lumne above the head of the Amador Canal, about 300 square miles; 
and the same, or something less, for the area above the head of the large 
canal, on the sAuth fork of the American. Dividing the minimum known 
daily flowage by the area in square miles, we find the drainage to be as low as 
50,000 gallons per square mile for one day. The topographical and geological 
structures of the drainage ground are largely responsible for this very low 
minimum. The first, because the steep declivities carry the water off quickly; 
and the second becaus::; the granitic rocks do not permit the water to percolate 
to any considerable extent. Some sandstones and limestone formations 
permit large quantities of water to percolate below the surface, which, pur- 
suing a slow and devious course underneath, reappear at lower levels in the 
form of springs, and thus aid in holding back tbe flood waters, and in dis- 
tributing the supply over months instead of days. These formations are, 
however, almost entirely wanting in the Sierra, and the geological structure 
favors the efforts of the steep declivities to deliver their load of water, in the 
least possible time, to the drainage lines below. 

What has been ascertained in regard to the minimum flowage of the 
Mokelumne and the South Fork of *the American, may be fairly assumed to 
apply to other drainage areas of equal extent, along the middle belt of the 
Sierra. At least, no circumstance of geological or of topographical character 
is known, which places the watersheds referred to in disadvantageous com- 
parison with any other in the same region. 

Here we may note the conservative influence of snow. It may be said, in 
a certain sense, to prolong the rainy season until June or later, by distributing 
the discharge over this long interval. It also serves to protect the plains 
below from flood. If the deposit in these high altitudes were in the form of 
rain instead of snow, our streams would for a few months be uncontrollable 
torrents, devastating the valleys each successive winter, and for the remainder 
of the year, owing to the geological conditions, merely dry beds. 

The course of this discussion requires us to assume a proportion of the 
snow or rain falling on given areas, which can be saved for storage in the 
various reservoirs. "We are compelled, from want of specific information 
applying to different high localities, to use the known fall at tbe Summit; 
and for the proportion of water saved by storage, we look to the results of 
measurements in other parts of the wor.d. It is not to be denied that we 
here enter upon a region of speculation, as distinguished from safe induction, 
and some memorable misfortunes to water works have occurred, from the 
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nssamption of too high a co-efficient for impounded water. Something, 
however, mast be assumed as h basis for reasoning and comparison, and the 
co-efficient, which is adopted for the computations which follow, is 70 per 
cent. In the year 1870-71, there was at the Summit a fall of 38 inches, 
seventy per cent, of this being 27 inches, very nearly. It is, therefore, as- 
sumed that in this year there wa^t drained from every square foot of area a 
quantity of water, which, collected in one body, would have been 27 inches 
deep. 

This co-efficient has a special importauce only in the years of minimum 
rainfall. 

It has already been remarked that the slopes of the higher- Sierra are steep, 
and that their geological ^tr^cture is chiefly granitic. Tbe peaks and ridges 
have scanty soil, and in great part, the drainage ground is made up of cliffs 
and fields of smooth and naked granite. These features of the country will, 
perhaps, justify an assumption of as high a co-efficient as is afforded by any 
other drainage ground, on which observations have been made. 

The following records of observations in Europe illustrate the highest result 
there obtained: 

Loch Katrine Distnct, area 71.6 sq. miles (precipitous) 80 per cent. 

Loch Lubnaig, area 69.7 sq. miles (precipitous) 75 per cent. 

Brookbum District, near Glasgow 79 per cent. 

River Bann and Lough Neagh, Ireland 78 per cent. 

These districts are all mountainous, and resemble the Sierra in topograph- 
ioal features, more nearly than any other regions of which we have authentic 
records. It is preferred, however, to assume a lower co-efficient than has 
been deduced for these districts. In doing so. we make some allowance for 
evaporation. 

Leaving now the more general aspects, which are common to the Sierra 
Nevada sources of supply, we may proceed to notice the different schemei^ in 
a more specific way. 

LAKE TAHOE, 

This lake lies partly in California and partly in Nevada. It is, however, 
on the eastern slope of the Sierra Nevada, and its altitude above the sea is 
something over 6,200 feet. Its greatest length is 22 miles, and the greatest 
width 12 miles. Its area is 192 square miles, more or less, and its drainage 
basin, including in this its own area, is 500 square miles. These dimensions 
are taken from the published map, which is the only definite and available 
source of information. The lake is stated to have a depth of 1.500 feet. It 
is never frozen over, and this fact is probably due to the great depth. 

The lake lies between two high and nearly p irallel mountain ranges, one to 
the east and the other to the west. The amphitheatre is completed by other 
mountains, receding to the south, between which and the lake lies the valley 
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of the American, from which it will be again taken put by a canal, twelve 
miles below. This canal is estimated to be 60 miles long or thereabouts, and 
it will terminate at the reservoir north of Auburn. 

The part of this line which has been surveyed, is the Canal line on the east 
side of the mountains, and the profile of the tunnel. The Canal line on the 
west side has not been surveyed, and its length is merely estimated. 

The North Fork of the American will give a sufficient supply of water for a 
large part of the year, and it is only when this supply becomes deficient, that 
it will be necessary to draw upon the reservoir of the lake. 

The works, then, which may be regarded as necessary to make the reservoir 
practicable for use, are — the 15 miles of canal on the eastern side, and the 
tunnel through the mountains. When these parts of the work are con- 
structed, Lake Tahoe, as a source of supply, will be placed in a position of 
direct equality with another scheme, which should propose to supply the city 
irom the canal head on the North Fork of the American, having at its com- 
mand abundant reservoir capacity in the mountains above that point. If 
such a project should require as large a sum to provide and fill abundant and 
«afe reservoir capacity, as it would cost to execute the items of construction 
last mentioned, then the two schemes would, tor our purposes, be upon an 
equality, the element of time alone being unconsidered. 

Lake Tahoe is not only an abundant reservoir, but it is preeminently a safe 
reservoir. The dam, as has been remarked, raises the water only six feet, 
and therefore it is not exposed to danger. 

It remains to say, that the estimate of the cost of these items is, by the 
statement of the President of the Lake Tahoe and San Francisco Water Com- 
pany, $1,741,960, ten per cent, contingency being added, which sum is to be 
increased by $300,000 for franchise, lands, etc., making a total of $2,041,960. ' 

The route from the Auburn reservoir to this city would be common to the 
different projects, coming from. Lake Tahoe, North Fork of the American, 
find from the South Yuba. 

The Company require five years in which to bring the water to Auburn. 

It may be remarked that such long tunnels as this, 3^ miles between work- 
ing points, are liable to great contingencies in time and expense, arising from 
our want of positive knowledge of the material which we will have to en- 
counter. In this case we may feel some reasonable confidence of encounter- 
ing a long line of granite. There are, however, some reasons for supposing 
that a part of the line will be in material more easily worked tbau granite. 
Whether this material will bring inconveniences to counterbalance, or more 
than counterbalance the advantage of easy working, we can not now say. 

In the present state of our knowledge, and for present purposes, we may 
take the estimate and offer, made to you by the Company to construct this 
tunnel, as ao element of comparison. 

The tunnel site has the advantage of easy communication by rail with 
sources of supply. 

The canal head, on the west side of the mountain, will be at an altitude. 
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near as we can now fix it, of about 4,000 feet above the sea. This high 
titude for a canal is objectionable, on account of exposure to snow, which 
Las liable to injure and obstruct the canal. 

THE EL DOKADO PROJECT. 

In this project it is proposed to take the water from the South Fork of the 

..^Lmerican Biver, at an altitude of about 2,500 or 2,600 feet. This altitude is 

^leiy suitable, more so than one much higher, for this level is nearly free from 

flBnow, which at higher elevations would be liable to create obstructions to 

'^Khe flow of water in the canal, and indeed to injure it, during a period of a 

aBQonth or two in severe winters. Beginning at this point, the canal would 

^nd at the Borland reservoir, which lies between Latrobe and Shingle Springs, 

m, length of route of 45 miles. An iron conduit would carry the water to San 

IFrancisco by way of Livermore Pass. 

The drainage area above the head of the canal and tributary to the 
liver at that point, is between 200 and 300 square miles. This area for supply 
purposes will be practically increased by a canal, now nearly finished, which 
is to carry a large quantity of water from Silver Creek, which is a large tribu- 
tary of the South Fork, joining it, however, below the proposed canal. The 
canal will discharge into the South Fork above the point of diversion of the 
city supply. 

The river and its principal branches have their sources in the highest moun- 
tains in this part of the Sierra. The Bubicon and the Mokelumne adjoin it 
in their sources on either side, and are characterized by the same general fea- 
tures, which are those previously described as common to the higher regions 
of the Sierra. 

Within this drainage ground are included some very high peaks, among 
which may be mentioned Boundtop, Pyramid and Elephant peaks, all of 
which had fields of snow in August. 

A distinguishing feature of this drainage basin is the number of lakes of 
oonsiderable area, lying at elevations of 7,000 feet or higher. The principal 
lakes are known by name, as follows: Silveb Lake, which is one of the 
sources of Alpine Creek, a large tributary which enters the river above the 
canal; Glacier Lakes, at the head of Silver Creek, before mentioned; the 
MsDiiEY Lakes, a large network of lakes, separated by peninsulas of low- 
lying rock, draining directly into the South Fork ; Twin Lakes, near Silver 
Lake; and Echo Lake, which has hitherto discharged its overflow into Lake 
Tahoe, but which has been, in part, diverted to the Western slope. There 
are other reservoir sites, which are mentioned in the •proposition of the El 
Dorado Water and Deep Gravel Mining Company, which it is not necessary 
to mention in this paper. 

The Lakes above mentioned, except Echo Lake, are admirably suited for 
storage at small expense. The Company propose a dam for Echo Lake, 400 
feet long at l!he base and 75 feet high; but none of the other Lakes mentioned 
will require dams more than 30 feet in height, and some not even so much. 
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SiiiYEB Lake has now a dam 20 feet in height. It is bnilt of timber cribs 
filled with stone. It is 160 feet long on top, and conld readily be raised 
10 feet. 

The present area overflowed is estimated at about 1,800 acres. It may, 
however, be more, and it would be materially increased by raising the dam 
10 feet. 

Here a remark may be required, in explanation of the discrepancies which 
may be found to exist between the estimates of area and quantity, contained 
in this report and those that are offered in the various propositions submitted 
to you. 

Where the estimates result from actual survey, they can be accepted 
with confidence, but in the cases where they are given on the mere judgment 
of individuals, who have walked or ridden over the ground, they are decidedly 
open to question, aid it has been preferred in this report to place them at 
what, from the best means of information, whether by inquiry or observa- 
tion, appears to be a limit safe from exaggeration and below that indicated 
by appearance or probability. These areas of reservoir and of drainage babin 
could, in many cases, be well taken in by the eye. In such instances an 
estimate was made. In this mode of procedure it is perhaps possible to do 
some injustice, but under the circumstances it is a safe course. 

SiiiVEB Lake is assumed to have a draiuHge area of 30 square miles, and as 
an illustration of what goes before, it may be stated that the estimate of an 
intelligent man, who has been for some years familiar with the ground, is 64 
square miles. A drainage of 16 inches from 30 square miles would fill this 
reservoir as it now exists, and we can hardly doubt that, if increased in depth 
10 feet by an increase of height of dam, it would yet be filled or nearly filled 
each year, assuming the minimum fall, as recorded at the Summit Station, to 
apply here. 

Placing the area at 2,000 acres and depth 25 feet, the storage capacity 
would be, say 16,000 millions of gallons, and the minimum amount we expect 
in any year is 12,500 millions of gallons, which is 2^ feet drained off the 
land. 

"The Glaoieb Lakes lie at the head of Silver Creek. They are not dammed. 
The present area of the Lakes is between 200 and 300 acres. They are bor- 
dered by an extensive meadow, over which a dam 20 feet high would throw 
the water, to cover in all about 1,500 acres. The drainage area is about 12 
square miles. The Lakes are over 7,000 feet high, and the mountains rise 
above them several thousand feet. There was considerable snow on these 
mountains in the early part of August. A stream was discharging six millions 
of gallons daily from the Lakes. 

Inasmuch as these Lakes are on the headwaters of Silver Greek, which 
empties into the South Fork of the American below the proposed canal head, 
their storHge can only be made available for city supply by means^of the canal, 
which has already been alluded to as nearly completed . 

The minimum drainage over this 12 square miles area can hardly be so little 
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as 5,000 millions of gallons. . It is hardly to be expected that a reservoir of 
1,508 acres, to 20 feet depth, requiring 10,000 millions of gallons, conld be 
filled every year. This would require rather more than five feet of water to 
be drained off the land. 

The Medley Lakes consist of a network of water spaces, covering in all 
about six square miles, half of which is rock rising a little above the level of 
the Lakes. The drainage area is 10 or 12 square miles, half being high moun- 
tains. A dam 20 feet high, 20 feet long on the bottom and 60 feet long on 
top, would make the whole area— 3,600 acres — a reservoir. A higher dam 
would give the water height enough to drain over into Lake Tahoe. We could 
hardly expect this reservoir, holding perhaps 20,000 millions of gallons, to be 
filled in any but very exceptional years. It would require eight feet of water to 
be drained from its drainage basin, estimated at 12 square miles. The mini- 
mum may be taken, as in the case of an equal area tributary to the Glacier 
Lakes, to be not less than 5,000 millions of gallons. 

These Lakes now drain directly into the South Fork, and the storage would 
be available for our supply. 

The Twin Lakes have a drainage area of 10 or perhaps 15 square miles, and 
their storage may be placed at the minimum of 6,000 millions of gallons. 

Leaving out of mention other Lakes and reservoir sites, we have already a 
minimum of storage of 23,500 millions of gallons, which is more .than 100 mil- 
lions a day for 200 days in each year. This is made up as follows: 

Silver Lake 12,500 millions. 

Medley Lakes. 5,000 millions. 

Twin Lakes 6,000 millions. 

Total 23,500 mUlions. 

This calcnlation leaves out the Glacier Lakes, which require an artificial 
channel to make them available. 

With this summary, and remembering that we have in reserve Echo Lake 
and other reservoir sites, and that we may increase our supply by holding 
over in the reservoirs already mentioned — which will have a capacity much 
beyond our assumed minimum — the excess of one winter to make up for the 
deficiency of another, we may dismiss this branch of the subject without fur- 
ther inquiry, and i^ith the assurance that the supply is abundant for all pos- 
sible needs. The daily flow of the river, from an area of 200 or 300 square 
miles, in connection with the storage, will always be found adequate for any 
needed supply. 

It is important to remember that the dams required to form these reservoirs 
are low, and on that account little exposed to danger, and that their construc- 
tion, as dams are made in these regions, is quite inexpensive. The character 
of constructions used for storage in the mountains, now being generally timber 
cribs filled with stone, or of dry stone masonry, is not such as the city would 
ultimately require; but such constructions as exist would serve a good tempo- 
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rury puiptino, uutjl the cil; is prepoietl (o baild in u.iiother and penaaaent 

Silver Lake ia the only lake in this Becien whii^b in danimed. In itx presont 
state tlie Lake is available na a reservoir, and if reaerved for the Bllppl<r of the 
city, it is abnndaiit tor a number of yenia to come. When the necessity for 
farther storuge approaches, Twin Lakes might be dammed vith a permaseut 
dam of masonry, and as opportnmty olfered ur necestdty reqairt^d, the other 
rcBeTvoiid could be created iu a aimllur wnj. At some ruls.rH time it would be 
necefiaiirj to replace the crib dam at BiiTtr Lake. Tbia dam ia IGO fatt long 
liu top, and has a height of 20 feet. It in provided willi giten to regalate (he 
discbarge. 

It will be apparent that this drainage basin can afford by its direct flovut^e, 
sapplemeutod by stoinge, u much greater s apply of water than will be reqaired 
by the city. The excess over the latter liioit can lie need in future, as it Ib 
naed now, for mioing purposes. The company have diverted the vitter from 
the river, at a point aboat 4,01X1 feet above the sea, into a canal intended to 
carry aliOTit U.OOO.UOO cubic feet per day when mnning fiiil. This canal ia 
31 miles long and terminates at a point nine miles above Placerville. It 
lit^s abuve the line uf the ouu which the compitny propose for the city 
demand, and it will be possible to supply the latter from the former, if it 
abould ever become necessary. 

The high level canal is objectionable as an independent supply line, aa it 
mnst be vt^ry much eiposed to snow in inclement winters. 

The low level canal, proposed for city supply, leaves the river at an altitade 
of 2,(KH) feet. This altitude is, as has already beeii remarked, not subject to 
any considprable objeolion oil account uf snow. Being above all known 
mines, it is free from the objection of eilt, which Qocompaoiea all minicg 
operations in a greater or leaser degree. 

^ THE MOKELTJMNE RIVER AND BLDE LAKES. 

HP'l^e HoEHLuuNK RivEB heads, with the Soath Fork of the Ameiican, in 
IIio high Sieiraa. One of its aotirces ia the syatem known as the Bldb Lakes. 

The Lakes have been aurveyed, and their outlines are preserved in maps 
prepared by the tiirvey of 1874, under the direction of T. B. Scowden, C. E. 
This snrvey not only inclnded the Lakeu, but also the, tine of canal, which 
unites the point of diversion from the river, and the bead of the pipe line, 
and the line from this point to the hills within the limits of the City of San 
Francisco. 

The present Board of CQmmis.ii oners, having at hand the results of these 
aurreys, are spared the necessity of repeating them, and these results govern 
jn all estimates of cost which relate to this line. All exact statements of 
area, distances and quantities, used in the following deacriptiun, are tlierefore 
to be credited to the survey and report of Mr. Scowden. 

The Bluk LiEKs are three in number. The highest of the three has an 
altitude of 8,109 feet above the sea, and an urea of 230 aoras. The second in 
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ade lies, in distance, a mile and a half below the first, and in altitude 97 
Its area is 73 acres. Near the latter and above, lie the Twin Lakes, 
sh are in reality a single lake, with an area of 30 acres. There is still 
iher lake adjacent to the upper one, which has an area, not known to be 
eyed but here estimated at ten acres. 

le Lakes possess the characteristics of their fellows in the high altitudes 
le Sierra. They are deep and are supplied by the melting snows, which 
larily fall to great depth on the adjacent peaks and higher ridges. 

quality of the water can hardly be questioned. The altitude is so 
t as to forbid all impurities resulting from human or artificial means. 

temperature is so cool as to forbid the presence of much vegetable 
er, if that be held as objectionable. The aerating process, which it 
nrgoes in falling over the precipitous bed of the river, endows the 
r with the quality of agreeability to the taste, which at first, as liquefied 
r, it failed to possess. The geological character of the country is gra- 
t and its topographical features pronounced, with steep declivities, afiford- 
rapid drainage. 

I all respects it has the advantages which belong to other regions of equal 
ht visited by the Commissioners. . 

le value of these Lakes is to be found in their capacity for storage, which 
been already established to be a necessary adjunct for the supply from 
PS of the size and character of the Mokelumne. 

will be observed that in this respect the Lakes do not nearly equal the 
Bm, which has been described, as lying on the headwaters of the South 
c of the American. The storage capacity is, for stated heights of dam, 
>llows, viz. : 



Upper Lake, with dam 42 feet high 3,000 millions of gallons. 

Lower Lake, with dam 49 feet high. . . .1,777 millions of gallons. 
Twin Lakes, with dam 26 feet high 585 millions of gallons. 

total for these Lakes of 5,362 millions of gallons. 

he total drainage area tributary to the Blue Lakes proper, which have 
1 credited with 4,777 millions of gallons, is by actual survey 3,050 acres, 
in order to collect this quantity it would be necessary to drain off from 
drainage area 56 inches of water^ A reference to our records at the Sum- 
shows, for the year 1870-71, a fall of rain, or snow reduced to rain, of 
7 inches. The whole of this fall, supposing it to reach the reservoirs 
lout loss, would still fail to fill them to their full capacity, and would 
'e room for nearly 1,000 millions of gallons more. Further, if we apply 
rule assumed in the treatment of the minima in the El Dorado reservoirs, 
lely, a drainage of 2)^ feet from the laAd, we obtain for years of mini- 
on fall 2,212 millions of gallons, less than half the capacity of the two 
Jrvoirs. 

'he area of the Twin Lake basin is 884 acres. The minimum drainage 
n this will, by the same rule, be 650 millions of gallons. The reservoir 
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holds 585 millions; henoe there will be an overflow into the other Lakes of 65 
millions of gallons, raising their minimnm to 2,277 millions. 

About three miles from the lower of the Blae Lakes is a reservoir site, 
known as Dbeb Yallkt. This reservoir is proposed to hold, with a dam 102 
feet high, 2,860 millions of gallons. The boundaries of the area tributary to 
this reservoir are sketched — not understood to be surveyed - on the maps of 
1874. As thus sketched, the contents are 6,900 acres. Its minimum drain- 
Age will amount to 5,000 millions of gallons, considerably more than the 
•capacity of the reservoir. 

This resrrvoir site is quite unfavorable as compared with the Lakes, as will 
appear from the fact that it requires 471,300 cubic yards of embankment to 
impound 2.860 millions of gallons — whercHS 248,800 cubic yards give sufficient 
capacity in the Blue Lakes proper to hold 4,777 millions of i^allons. 

It will appear from this statement that we may expect to impound by these 
reservoirs in the dryest season, no more than 5,722 millions of gallons, dis- 
tributed as follows, namely : 

Upper and Lower Blue Lakes. 2,277 millions of gallons. 

Twin Lakes. 585 millions of gallons. 

Deer Valley reservoir 2,860 millions of gallons. 

This amount, being 57 millions of gallons for 100 days in the year, is an 
abundance for any present supply, but it will be apparent that, before the 
demand is increased to anything like the supposed ultimate degree, it will be 
necessary to provide very considerable additional storage. * 

The resources of these reservoirs being regarded as inadequate for the 
future supply, and Deer Valley reservoir being an unfavorable site, the Com- 
missioners directed a search to be made for other reservoir sites within the 
drainage ground. 

As soon as the snow permitted the examination to be made, G. F. Allardt, 
O. E. was sent for the purpose. His examination resulted in finding a num- 
ber of sites, which were instrumentally reconnoitered. They are as follows: 

1. Uppbb Beab Biveb, altitude 5,670 feet, in sections 4, 5, 9, Township 8 
N., Bange 16 E. Drainage area, 12 square miles. Minimum production, at 
315 millions of gallous per square mile, 3,780 millions of gallons. A dam, 
maximum height of 70 feet, length on top 710 feet, length on bottom 30 feet, 
will impound 2,470 millions of gallons. 

2. LowEB Beab Riveb, near the site just mentioned'. Drainage area, 12 
square miles. Minimum production, at 315 millions of gallons per square 



* Partisl retains of the rain and ^now fall during the year 1876-77 .'indicate a proba- 
ble rainfall at the summit not much, if at all, exceeding 25 inches, against 37^ inches, the 
lowest previously known. Under this state of aft'airs it is plain that the minimum produc- 
tion of water, which has been assumed at 2}^ feet drained off the ground, ought to -be 
reduced to 18 inches, or, what is equivalent, the minimum drainage from each square 
mile be taken at 315 millions of gallons. The product due to the Upper and Lower Blae 
Lakes may, under this hypothesis, be as little as 1,600 millions of gallons. 
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mile, 3,780 millions of gallons. A dam 70 feet in height, 1,670 feet long on 
top, and 35 feet long on bottom, will impound 3,940 millions of gallons. 

3. Gold Cbbee, in Sections 13, 14, 23 and 24, Township 8 N., Bange 16 
£. Drainage area, twenty square miles. Altitude, 6,200 feet. Minimum 
production, 6,300 millions of gallons. A dam 70 feet high, 1,220 feet long on 
top, and 30 feet long on bottom, will impound 3,560 millions of gallons. 

These sites are all on the streams which enter the Mokelumne from the 
north, above any proposed site for the canal head. 

4. Lake Valley, two miles below the Twin Lakes, near the Blue Lakes. 
Altitude, 7,800 feet. Drainage area, 4 3^ square miles. Minimum production, 
1,400 millions of gallons. A dam 70 feet high, 620 feet long on top, and 30 
feet long on bottom, will impound 2,750 millions of gallons. 

5. BxTMMEB Flat, an insignificant reservoir. 

6. Several other small reservoirs not surveyed. 

The storage capacities for given depths of water at the dam are contained 
in the following table. Taking the dams at 70 feet in height, the total stor- 
age, in driest seasons, will exceed 10,000 millions of gallons, or 100 millions 
of gallons for 100 days. 

TABLE, SHOWINa CAPAOITY OF ADDITIONAL BESEBVOIBS EXAMINED 

IN JUNE, 1877. 

(CAPACITY GIVEN IN MILLIONS OF GAIXONB.) 



Maximum Depth 
OF Wateb AT Dam. 

Bummer Flat 

Upper Bear Biver . . . . 
Lower Bear Biver. . . . 

C!old Creek 

Lake Valley 

Totals 



60- 


66 


70- 


75' 


80' 


85' 


90* 


760 














2,210 


2,470 


2,730 


2,990 


3,250 


3,510 


3.770 


3,460 


3.940 


4,420 


4,900 


5,380 


5,860 


6,340 


3,120 


8,560 


4,020 


4.490 


4,970 


5,460 


6,960 


2,480 


2,760 


3,030 


3,320 


3,710 


4,010 


4,320 


12,020 


12,720 


14,200 


15,700 


17,310 


18,840 


20,390 



96' 



4,030 
6,820 
6,470 
4,640 

21,960 



The corresponding heights of the Dams five feet more than maximum depth of water. 



The question of the character of dams, which ought to be built for the per- 
manent storage of water in these districts, so remote from population and 
the centre of administration, and inaccessible in the winter, has been allnded 
to but it deserves more extended notice. 

It seems plain from the statement of the case that the dams ought to be of 
the most solid and permanent character, with all possible safeguards against 
accident from any cause. 
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These conditions wonld be best fulfilled by the oonstrnction of granite 
dams laid in cement. The granite for the purpose is, it is believed, in all 
cases convenient, the hills and bed rock being all of granite. Under existing 
circumstances, however, the cost of bnilding dams of this character would 
be very great. The cost per cubic yard could hardly be less than $20, and 
probably would be $25. 

A less satisfactory construction, which has, however, been in successful UM 
in the mountains during the past fifteen or twenty years for storage for min- 
ing purposes, may perhaps be used with propriety, at least for temporary, 
purposes, until circumstances permit a cheaper construction in masonry than 
is now possible. The alternative construction consists in making a dam oi 
dry masonry, using about three times the quantity of stone which would be 
required in a properly proportioned profile of a masonry dam. The faces are 
laid up by hand, and the interior filled with stone thrown in without laying. 

The general character of the construction, which is that elsewhere referred 
to as used at Fordyce reservoir, will be apparent from the accompanying sec- 
tion. The beds of the stones in the wall on the water side are sometimes 
placed perpendicularly to the slope, instead of being laid horizontally. The 
cost of such a construction will, in favorable cases, be hardly one-third or 
one-fourth that of masonry laid in cement. 

The prevention of leakage is secured with more or less success in different 
cases by a lining of plank, laid on timber built in the inner slope of the 
dam, the fitting with the bed rock being carefully made. The joints may be 
caulked. In some cases the plank is seasoned before laying, and the swelling 
due to the water brings about close contact. Earth is sometimes thrown 
against the inner slope to secure tightness. Making a due allowance for leak- 
age, this character of construction in these high and distant regions is pre- 
ferable to earthen embankments, particularly if they have a height more than 
a few feet. 

The cost of these dams is estimated to be from two to three dollars per 
yard, the lower price when the stone is not quarried and is found conven- 
iently. 

The following are approximate estimates of the cost of dams of this con- 
struction : 

Upper Bear River $100,000. 

Lower Bear River 200,000. 

Cold Creek 200,000. 

Lake Valley 85,000. 

The main features of the different reservoirs that have been examined in 
this drainage basin can be best stated in the accompanying table: 
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It may be recalled that the Mokelamne, at the head of the Amador Canal, 
in September, 1874, ran as low as 14 millions of gallons per day. This is 
the lowest stage known to have ever been reached. If we suppose this low 
stage to have lasted one hundred days, which keeps qs on the side of safety, 
then there would have been for this interval, nnder a daily draft of 25 mil- 
lions of gallons, a deficiency of 1,100 millions of gallons, to which we may 
add, for loss by absorption and evaporation, 50 per cent., making a total 
deficit of 1,700 millions of gallons. About two thousand millions of gallons 
is the probable minimum amount of storage, which ought to be supplied, 
pari pasgu with the construction of a conduit of 25 millions capacity. The 
two Blue Lakes and Twin Lake reservoirs will be able to supply this amount. 
Further storage may be deferred until another conduit is projected. 

In the survey of 1874, a line of canal was surveyed to take the water from 
the Mokelumne Biver and deliver it to a reservoir at or near the head of the 
pipeline. 

The head of the canal was established at the altitude of 2,880 feet, at the 
mouth of Blue Greek. Its length was 515^ miles. The head of the pipe line 
has an altitude of 1,206 feet, making a total fall in the canal of more than 
1,600 feet. About 340 feet were consumed in the canal bed, which had a slope 
of 6.4 feet per mile. Adding to this all necessary allowances for falls in 
syphons, there was still a very large excess in height, which was overcome in 
successive drops. This excess of fall suggested the possibility of a lower site 
for the headworks, and a shorter canal. 

There was an additional reason for looking for another route, in the fact 
that for the first eight or ten miles of the original line, the slopes of the 
mountains, along which the canal must run, were in places as much as 45°, 
and in some cases more. The construction and maintenance of a canal under 
such circumstances would alike be difficult, if not impracticable. The lower 
the canal is in altitude, the better it is on account of snow. 

There are two alternatives. One is to take out a canal on the south bank 
of the river, at any convenient point near the head-works of the Amador Ca- 
nal, 10 or 12 miles below the mouth of Blue Creek, and follow along the south 
bank until the large branch of the river, coming from the south, is encoun- 
tered; cross this stream by an iron syphon and rejoin the line of the original 
survey at any suitable point below. 

The second alternative is to divert the Amador Canal at a distance of 17 
or 18 miles below its head, carry it across the Mokelumne by a syphon and 
intersect the line of the original survey some distance above Mokelumne 
Hill. 

Either of these alternatives, if practicable, promised to save about 14 miles 
in length of canal, place it on better ground and in a safer position. 

The saving in the cost of 14 miles of canal will be something like $350,000, 
or perhaps $400,000. The saving in supervision and repairs will never end. 

These considerations were deemed of sufficient importance to require an 
examination of these alternative routes, in order to see whether there is any 
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reason in the topography or character of the country which forbids the execn- 
tion of either of them. 

Accordingly Mr. Allardt made, nnder the instructions of the Commission- 
ers, an examination of the country, with pocket level and barometer, which 
proves that there is no topographical reason why either of these plans may 
not be carried out. 

The facts appear to be the following: that the headworks of the Amador 
Canal are situated on the Mokelnmne River in a favorable position, at an al- 
titude of 2,200 feet, as established by an aneroid barometer. The river at this 
point has a rapid fall, which helps to dispense with the necessity of a dam. 
The headworks are in a position where the current of the river does not 
impinge upon them. The canal has a fall of ten feet per mile for the first two 
miles and afterwards eight feet per mile. Following the canal down 17^ 
miles, we come to the point where the canal can be carried across the river 
by a syphon 5,280 feet in length, supported as it passes the river by a bridge 
200 feet in length. The maximum pressure on the syphon will be 1,095 
feet. Reaching the south bank of the Mokelumne, the canal passes, through 
a depression, from the Mokelumne to the Calaveras drainage basin. Run- 
ning through a natural channel, a fork of Rich Gulch, the line joins the 
original survey at Station 1774, altitude 1,665 feet. 

For a canal on the south side of the Mokelumne, Mr. Allardt is of the opin- 
ion that the water can be taken out opposite the Amador headworks, although 
the position is not so favorable as the other side, from the fact that it is ex- 
posed to the current of the river. A tunnel, 1,000 or 1,200 feet in length, 
would carry the water out in such a way as not to be exposed to dangers from 
floods. Or, using the Amador headworks, the canal could cross the river 
about 1,500 feet below and follow the south bank. The route by the south 
bank will, it is thought, be shorter than the one by the Amador Canal by 
about one mile, and part of it will be on better ground. This canal would 
cross the South Fork by a syphon 5,100 feet in length, having a maximum 
pressure of 1,015 feet. The line will join the original surveyed canal at Sta- 
tion 1774. 

The results of this examination must be regarded as quite favorable. 

As between the alternatives of using the Amador Canal and building a new 
canal on the south bank, the latter is to be preferred. The Amador Canal 
can, however, fulfill all present demands. A careful examination of its con- 
dition has not been made. It is, however, known that its present capacity is 
much below the standard of 100,000,000 gallons per day. We may feel rea- 
sonably assured that the canal part of the conduit from the Mokelumne to 
San Francisco will not exceed 38 miles in length. 

It is probable that with either of these shorter lines the Rich Gulch reser- 
voir, which was contemplated in the original survey, must be abandoned on 
account of its altitude. It must remain for future examination to determine 
whether there will be any necessity to replace it. The greater safety of the 
new line will go towards justifying its abandonment. 
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THE RUBICON. 

This is the middle fork of. the AmericaD Biver. Its sources lie in the high- 
est regions of the Sierra, west of Lake Tahoe. It drains a large area, suffi- 
cient for the water supply of the City. The area, character of the conntiy 
drained, and the rainfall may be assumed as equal to those of the South Fork 
or the Mokelnmne. In the early part of August large fields of snow remained 
nnmelted on the higher ranges, and at this time the river carried 300 millions 
of gallons daily at the point visited by the Commissioners, nearly opposite 
Michigan Bluffs. 

In this part of its course the river resembles the other mountain streams 
which have been deFcribed, except perhaps that it has eroded a deeper bed. 
It has a rapid descent over a narrow, rocky channel, which is enclosed between 
walls, almost precipices on either side, 2,000 feet in height. 

It possesses, as do the others, in the higher levels of its drainage basin 
lakes suitable for storage, which would be essential to be provided, in case 
the river should ever be used as a source of supply. 

The lakes and upper regions of this drainage basin are difficult of access, 
none of the main traveled routes across the mountains passing through this 
region. The examination of the Commissioners was confined to the river 
itself. 

This belongs to the northerly group of supply sources, and the conduit 
rdute would naturally correspond to the line surveyed from Auburn, in that 
it would follow the Sacramento Valley, and reach Oakland by way of Car- 
quinez Straits. We have no survey of that part of the route which lies east 
of the Sacramento Biver. 

THE SOUTH YUBA. 

This is one of the main branches of the Yuba. It heads with the North 
Fork of the American. It has a number of reservoirs, impounding a large 
quantity of water, which is carried by a canal, one branch of which goes to 
Dutch Flat and another to Nevada City. The principal reservoirs are For- 
dyce Valley and Meadow Lake. 

Thb former is closed at its outlet by a dam, not completed at the time of 
the visit of the Commissioners. It is now 75 feet in height at the highest 
point, and it is expected that it will be raised about 30 feet more. The dam 
is made of dry stone masonry, laid up with care, with a batter of one in base 
to four in altitude on the outer side. The inner slope is 45"^. This slope is 
lined with three-inch plank, against which earth is filled. The dam has a 
base, at its widest part, of 165 feet. The area of the reservoir is supposed to 
be in the neighborhood of 1,200 acres. In the past season it contained a 
depth of 43 feet of water at the dam. 

We did not see Meadow Lake. It is described as containing 600 acres, and 
is dammed to the height of 40 feet. There are a number of other lakes, 
known as White Bock and Lost Biver Lake, of about 100 acres each; and 
utill others of smaller area, several of which have been copverted into reser- 
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voirs. These lakes and resenroirs will, in t^e aggregate have a much larger 
capacity than th^ city would ever require. 

The canal is taken from the South Yuba, at an altitade of nearly 5,000 feet, 
as noted by the barometer. It is therefore very much exposed to heavy 
snows, which were represented to attain a depth of fifteen feet at the head- 
works. This fact would be a serious objection to the use of this canal as a 
link in the conduit for city supply. This altitude is very much in excess of 
any proposed canal line appertaining to other rivers. 

It may further be remarked that all the water which this Company has 
succeeded in storing is used aud required for mines at Blue Tent, Dutch Flat 
and Nevada. 

The route to San Francisco would be by canal to the reservoir near Auburn, 
and thence by a closed conduit to the city. 

This property has passed into new hands within the last year, and it i^ 
understood that it is not now offered to the city. 

This review completes the description of the sources of supply in the 
Sierra examined by the Commissioners. It does not, however, exhaust the 
list. There still remain : The Stanislaus Bivbb, lying to the south of the 
Mokelumne; the Nobth Fobk of the Amrbioan; the Fbathbb Bivsb, lying 
still north of the Yuba; and the Sam Joaquin. The sources of all these rivers 
are in the Sierra Nevada. 

SUBVEYS. 

Having completed these examinations, the Commissioners decided to ascer - 
tain, as nearly as possible by preliminary surveys, the comparative cost of the 
introduction of water from the different sources. 

There are two independent routes by which it has been proposed by their 
promoters to carry the conduits: 

For the more southerly sources of supply, namely, the Blue Lakes and El 
Dorado, the route by Livermore Pass is the more direct. 

The route, advocated for the northerly sources, has always been by way of 
the Sacramento Valley across the Straits of Carquiuez; thence to Oakland, 
which is five miles from the city, the Bay of San Francisco intervening. 

The survey of 1874 had run a line from the Mokelumne Biver and Blue 
Lakes to San Francisco, by way of Livermore Pass and Bavenswood. The 
Clear Lake line, also surveyed in 1874, crossed the Carquinez Straits and pro- 
ceeded to Oakland. 

The surveys of parts of the Sierra lines were thus at the service of the Com- 
missioners. The parts which had not been surveyed were : 

For the northern route, a line from the reservoir near Auburn to a point 
near Fairfield, where it joined the old Clear Lake survey. This^ line is com- 
mon to the Tahoe, North Fork of the American and South Yuba projects. 

On the other route, the part not surveyed was, for the El Dorado project, a 
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line from Johnson's Ferry on the San Joaquin, where the Bine Lake line 
crossed, to a reservoir to be found near Latrobe. 

Reservoir sites were foand and surveyed, two near Latrobe, and two near 
Aubom; their capacities were determined, and the quantity of material for 
the dams ascertained. 

These surveys were preliminary. They consisted of a transit line, and lev- 
els affording a profile of the country passed over. Being preliminary, they 
could only by accident coincide with a locating sarvey. They were not in- 
tended as a survey for .actual construction. It is thought proper to draw 
attention to this fact. Perhaps no railroad was ever built upon a preliminary 
survey, and the conduits which we are considering are more expensive per 
mile than most railroads. 

These surveys were commenced in September and occupied two months and a 
half. Since the return of the parties to the city, the time has been taken up 
in making the map and profiles of the route, and in calculating the items of 
about twenty different lines; the last being by far the most laborious part of 
the work. 

It is thought proper to remark that, although these surveyed lines could 
only by accidf)nt be the routes on which construction would be made, the es- 
timates of distance are made as nearly as possible on the shortest lines. This 
is quite practicable in the valleys, since the slopes and topographical features 
do not differ greatly on lines, having the same general direction and not far 
separated by distance. 

THE MANNER OF BRINGING WATER FROM THE SIERRA NEVADA 

TO THE CITY. 

Mention has already been made of canals. They form the eastern link or 
part of the conduits in all cases. 

The heads of the canals ought to be established on the rivers, above any 
considerable mining operations, present or prospective. These operations 
are common to all the rivers, but they do not, as a rule, exist above an alti- 
tude on the rivers exceeding 2,500 or 3,000 feet. Here, at or about the east- 
ern limit of the mines, is a suitable^eneral position for the head of the canal, 
which is to deliver water at the point where the iron conduit begins. This 
upper part of the conduit is not, however, all canal. Where its line intersects 
ravines, it becomes necessary to carry up an aqueduct to the grade line of the 
canal, or otherwise to pass the water by means of an inverted syphon, the 
latter being the plan usually adopted. 

At the lower extremity of the canal a reservoir is provided, at an elevation 
suMoient to give the necessary fall to the pipe, so as to insure the delivery of 
the water at the required height in San Francisco. 

Looking to the future, when an increased supply, amounting to 100,000,000 
gallons per day will be required, it is deemed advisable to give these canals 
capacity sufficient to carry the ultimate demand, so that no enlargement of 
them will be required. This is an important feature, for the reason that 
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no enlargement of a canal conld take place without a long intermption of 
its flow. 

It will be remembered that the riyers are 2,000 feet, more or less, be- 
low the ridges which inclose them on either side. The canal is then, in the 
first miles of its alignment, compelled to follow the flanks of these high and 
steep ridges. If the river ^lls 100 feet to the mile — and this fall is not in- 
frequent — and the canal falls eight feet per mile, then it will appear that a 
point on the canal one mile below the head will be 92 feet above its corres- 
ponding point in the river. Otherwise expressed, the canal gains on the river 
an altitude of 92 feet for each mile. In twenty miles the canal gains 1,840 
feet, and if this be the altitude of the ridge above the river, at the end of the 
twenty miles the canal will emerge from its alignment on the flanks, to occupy 
a position on the flatter land of the top. In a certain sense, the canal may 
be said to have climbed the ridge. 

The transverse slopes of the ridges are generally qoite steep; in some 
cases, they are as much as 45^. Here and there, where a projection of rook 
occurs, the slope may be even vertical. At such places it is sometimes im- 
practicable to build a canal, unless by tunneling. A flume or box of wood, 
placed outside of the slope, is made in some cases to take its place. Wood 
will last about 15 years. At the end of this time it would be necessary to re- 
build the flume. 

The canal and its accessories may be briefly described as follow, namely: 
At the head of the canal, it will generally be necessary to build a dam across 
the river, to raise the water to the level desired in the canal. This dam ought 
to be built of masonry, in a secure manner, because it will, year by year, be 
exposed to heavy floods. There are exceptional points, where a natural bar- 
rier exists in the stream, and where no artificial dam is required. 

The headworks of the canal ought also to be in masonry. The portion of 
the canal adjoining the headworks will generally be exposed to floods, and 
when this is the case substantial masonry protection will be required. 

Knowing by survey the fall of the canal, its dimensions can be propor- 
tioned to the quantity of water to be carried. 

But one of the canals proposed has been surveyed, and that is one on the 
Blue Lakes line, sni'veyed by T. B. Scowden, G. E. 

The canal is to be lined with stone, without mortar, one foot in thickness, 
both on bottom and on the sides, in all places where excavation is in earth. 
Where the excavation is in rock, or in a material which will not yield, the 
lining can be omitted. 

The channel of the canal on the side hills will be wholly in excavation. 
The inner slopes are four vertical to three base, to be modified on steep hill 
sides, ^here this inclination is Impracticable; or in rock excavation, where 
banks are stable at any inclination. 

Without encumbering this report with details, it may be stated that every 
precaution which many years of Califomian experience has proved to be 
necessary — ^in preparing the ground; in construction of banks and wastewiers; 
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in crossing streams, and in other important features — are contemplated for 
this work. In addition, all practicable arrangements for protecting the canal 
from injury, and for keeping the water clear, are proposed. 

The dangers to which works of this kind on mountain sides are exposed 
are: falling of trees, avalanches of snow, or slides of earth or rock. 

The first can be met by previously removing all trees likely to do any in- 
jury. • 

Snow or earth slides must be met when they occur. The eai*th slides, at 
the altitude above the sea proper for a canal, are the most formidable ob- 
structions. By filling and obstructing the canal, they cause the banks to be 
overflowed and washed out. This difficulty is met by constant supervision. 
In canals used for mining purposes, it is usual to keep a man to patrol each 
division of ten miles every day. 

The water in the rivers, as the Commissioners saw it, was always clear. 
There are times, however, when the rivers carry a greater or less amount of 
silt. The banks and bottom of the canal being paved they are protected from 
erosion; therefore the silt which the canal carries will be taken in at its head, 
or will come from slides of earth along the line. Provision ought to be made 
by settling reservoirs, that the silt may not be carried into the pipe lines. In 
this point of view, one or more reservoirs along the canal Une are desirable. 
One reservoir at the head of the pipe line is indispensable. Without such a 
reservoir, a breach in the canal would interrupt the supply delivered in the 
city, which could be resumed only when the breach was repaired. A few 
days* supply in a reservoir at the head of the pipe line would permit the de- 
livery in San Francisco to go on without interruption. 

THE IRON CONDUIT 

FBOM THE FOOT-HILLS OF THE SIEBSA NEVADA TO SAN FBANOISOO. 

This conduit necessarily consists of one or more inverted syphons. The 
topography of the country forbids the application of masonry conduits, such 
as are used in gravitation lines supplying other cities either in America or 
Europe. Masonry conduits require a fall from their heads to their points of 
delivery, which shall be uniform per mile or vary within narrow limits. The 
conduit of masonry must fall continuously. It cannot descend to rise again 
without bringing into action a pressure which it is never intended to resist. 

All of the lines from Sierra Nevada to San Francisco descend first into val- 
leys — either the San Joaquin or the Sacramento — and after passing them 
they rise over hills of considerable elevation, again to descend before reach- 
ing the city. 

These circumstances compel the use of iron or steel. The pressures along 
the line and the circumstances of transportation are such as to forbid the 
general use of cast iron, and the choice becomes restricted to wrought iron 
or steel. 
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The application of wrought iron pipe for the conveyance ol water is qnite 
familiar to Californians; probably much more so than to the people of any 
other part of the world. The necessities of mining operations originally gave 
birth to the system, and it has since been developed with a boldness that 
astonishes the professional engineer, who is familiar only with the processes 
and rules of more conservative communities. The experience of California 
must be held to govern in the treatment of the strength, strain and thick- 
ness of pipes, subject only to such conditions as a reasonable prudence may 
suggest; which takes into consideration the special requirements of the end 
proposed, and leaves sufficient margin of safety for accidental or unforeseen 
circumstances. The experience of California has been wider and more com- 
prehensive in this particular regard than that of any other community. It 
is therefore to this experience that we must turn for instruction. 

The main expense of each of the schemes under consideration will be 
found in the construction of the pipe line. 

It may be expected that there will be a variety of opinions upon questiona 
relating to the strains and thickness of iron; and this among persons who 
have reasons for their opinions. These points will doubtless be the subjects- 
of discussion. 

These considerations seem to require a notice of this part of the work,, 
more in detail than perhaps would, nnder dififerent circumstances, be proper 
in a report of a general character. 

It is assumed for the present that wrought iron pipes, presenting a smooth 
and unbroken internal surface, cannot be obtained. There are manifest ad- 
vantages belonging to this kind of pipe. It is not, however, manufactured in 
sufficient sizes outside of England. We therefore consider the riveted pipe 
and the description known as double riveted. By this is understood a pipe 
with the longitudinal seam made by two lines of rivets. The round seam, 
by which the successive lengths are united, is exposed to less strain than the 
longitudinal seam and has but one line of rivets. 

Wrought iron is assumed to have a tensile strength of 50,000 pounds, which 
means that a bar of square section, one inch on each side, or any other sec* 
tion having an equal area, namely, one square inch, would be ruptured by a 
strain of this amount, applied to extend the bar. This strength is assumed 
for discussion and for determining thickness. Iron of less strength may, it 
is thought, be used >»ith advantage, the thickness being adjusted to the proper 
standard. The double riveted joint falls short of the strength of the iron, 
the loss being 30 per cent. The strength of the longitudinal joint is there- 
fore 35,000 pounds per sectional inch of metal. 

The important question is, what proportion of 35,000 pounds can be safely 
borne or, otherwise expressed, what factor of safety is essential? Shall this- 
factor be two, three, four or more, or less? 

The practice or rule of safety in California has varied very much. A pub- 
lished report of H. Schussler, the Chief Engineer of the Spring Valley Water 
Company, notices a pipe used in the mines where the iron is strained to 20,000 
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pounds, which, taking into account the character of the seam, is stated to 
within 20 per cent, of the rapturing strain. It is not known for what lengft^ 
of time the strain was on the pipe. 

The practice in the Spring Valley Water Company is stated, in the repoitl 
alluded to, to vary in their latest pipes from 11,400 to 13,100 pounds, thait 
being the strains on the San Andreas pipe. 

Beference to the profile of the Virginia and Gold Hill water pipe, hereto 
attached, shows that the iron is under a maximum pressure of 1,720 feet 
(The description of the pipe is taken from the Mining and Scientific Prtn^ 
edition of December 13, 1873. It is believed to be authentic.) The pipe did 
not have taper joints, but the alternate sections have different diameters, ths 
difference being twice the thickness of the iron. The No. 9 iron is strained 
fully 15,000 pounds to the sectional inch; No. 7 is strained above 14,000 
pounds. The material used in this pipe was inferior English iron, of 
less strength than the quality of American iron which is assumed in our 
own calculations. This pipe has been in use five years, and is believed 
to be in good condition. It is seven miles long. 

The profile of the Cherokee pipe is also represented by diagram. It is not 
subject to as high pressure ns the Virginia pipe. It is however larger, and 
has been in use seven years, and is now represented to be in good condition. • 
The strains on this pipe are stated on the face of the diagram. They mn 
as high as 17,600 pounds, and every separate thickness above No. 14 has t 
strain exceeding 15,000 pounds. The iron used in this pipe was not selected, 
but was the average as found in the market. 

No tests of the strength of the iron are known to have been made in any of 
these cases. 

It is admitted that a city conduit ought, in common prudence, to have t 
lai'ger factor of safety than a pipe used in mining operations, where a breach 
«ntails consequences of little importance. Ou tha other hand, serious incon- 
veniences would follow frequent breaches in a city conduit. If they should 
be sufficient in numbei-, they might even prove disastrous. These breaches 
are, however, most to be expected when the water is first let into the pipe. 
If the pipe is not laid with precaution, settlement may produce undue strains 
and prepare the way for rupture. When the water is running through the 
pipe, the strain is steady and quite free from shocks. 

We find in our examples an inferior iron strained to as much as 15,000 lbs., 
supporting it for five years. We also have an instance of average iron of 
good quality — but not so good as we assume for our proposed constructions- 
bearing for seven years a strain of 17,500 lbs., which is quite half the prob- 
able rupturing strength of the iron. 

In the judgment of the undersigned, this experience justifies the conclusion 
that it is both reasonable and prudent to put a strain of 14,000 lbs. on the 
iron, proposed for the city water supply. The rupturing strain on the seam 
being 35,000 lbs., the factor of safety is two and a half. There are many per- 
sons having experience in constructions of this kind who will think that this 
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factor is too high, and that it might be reduced with propriety to two. It 
is preferred however in a matter of this importance, to keep well inside of 
the limits afforded by oar experience, which extends only over a few years. 

The life of the pipe will depend mainly upon the security given by the 
bituminous coating, which must be applied both externally and internally. 
When this fails, rust and solvent action of the water will set in, and begin to 
affect the pipe injuriously. 

The Spring Valley pipes have been in use about thirteen years, and they 
are represented to be in good condition. This is the longest experience 
of a long line of pipe which we have in California in this particular regard. 

It has been remarked that iron of inferior strength may be used, regard be- 
ing had to its thickness, which is to be adjusted to the diminished strength. 
The hard irons of low tensile strength are less subject to rust, and in this 
respect it may be a positive advantage to use them. 

A pipe of low steel, or, as it is sometimes called, Ingot iron, welded so as 
to give a smooth internal surface, would possess several advantages. Its ten- 
sile strength being higher than iron, equal diameters would require less 
metal. This advantage in weight would be increased by the fact that the 
welded joint may be made, at least for iron pipes, 15 per cent, or more stronger 
than the double riveted joint. Being smooth, the pipe would carry consider- 
ably more water. The manufacture of this material has been much cheap- 
ened in the last few years. Inquiry has been made, both as to the practi- 
cability of obtaining this material at a suitable price, and further, as to the 
process and expense of making welded pipes, but at this date our information 
is not sufficient for further remark. 

The U'^nal arrangements for admitting or expelling air from the pipes — 
small exit • Jves at the low points, and man holes about 1,000 feet apart — are 
contemplated and are included in the estimate. 

The sizes of pipes in different lines vary. The diameters are proportioned 
to carry the same quantity of water which is that for a riveted pipe, smallest 
interior diameter being 40 inches, with a fall of 7.43 feet per mile, namely, 
twenty (20) millions of gallons per day. 

A similar pipe, 48 inches interior diameter, with the same fall, will carry 
thirty-two (32) millions of gallons. 

The condition of hydraulic science is such that it is quite impossible to state 
the delivery of riveted, or even of smooth pipes of untried fall per mile and 
dimensions, with positive accuracy. Without going into a discussion of 
formulae, and of their agreement or disagreement with observed results, which 
would materially increase the length of this report, it may be remarked that 
the assumed capacities have been calculated by Darcy's formala. 

Instead, however, of taking the full diameters, deductions oi 1% inches 
have been made in each case — that is, the capacity of a 38}^ in. smooth pipe 
is calculated for 40 in. riveted pipe, and 46^ in. smooth for 48 in. riveted. 

The pipe will be laid in a trench, and will have a minimum covering of 2% 
feet of earth. 
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It will crostf riyen and smaller Btreams on wooden bridges supported by 
masonry abutments. Where the riTers are navigable, as are the Sacramento 
and San Joaqain, the pipe will underlie the bottom by tunnel or otherwise, 
as may prove most advisable. 

The crossing of the overflowed land bordering the rivers will require par- 
ticular study and attention. Allowance is made in the estimate for bridging 
the whole distance. It is not, however, anticipated that this will be necessa- 
ry. On parts joi this ground it may be necessary, to provide onrigid joints to 
make allowance for settlement. 

The road crossings will require special arrangements for protecting the pipe 
from the wheels of heavily loaded wagons. 

These points and other details must await for solution the final location of 
the line. 

The estimates for the pipe are based upon a lap, both for the double and 
single riveted joint. 

It is known that a butt-joint with straps gives more strength. It also re- 
quires more iron and more rivets. At about % in. thickness it will probably , 
be advisable to make the joints by straps. It is assumed that whatever addi- 
tional iron and labor may be required to make the strap joint will be com • 
pensated by its increased strength. 

It is almost indispensable for intelligent procedure, in a work of this mag- 
nitude, to investigate the subject of the best form of joint for the particular 
purpose of carrying water. 

All experiments on these joints heretofore made have had for their object, 
either to obtain the best form of rib or the best joints for steam, neither of 
which correspond in all respects to the carriage of water. 

It will be proper, therefore, before constructing a line of this magnitude, to 
asceriain by experiment thti joint which, for a given expenditure, will afford 
the most strength and at the same time carry water without leakage. 

Gates are provided at the head of the syphons, but no stops are placed in 
the pipes. For instance, on the lines by way of Livermore Pass, a gate is 
provided at the reservoir, at the head of the pipe line. There is no gate be- 
tween this point and Livermore Pass reservoir, a distance of 63 miles on one 
line and 82 on the other. If the latter reservoir receives more Wdter than it re- 
quires, the keeper at the upper end of the pipe is notified of the fact by tele- 
graph, and he regulates the discharge as may be necessary. Between Liver- 
more Pass and San Francisco the discharge must be regulated by the keeper 
at Livermore Pass. 

If a breach occurs in a low part of the syphon, all or nearly all the water in 
the pipe will of course escape. It would certainly be convenient to have a 
series of stop-gates in the pipe to save this loss. Such an arrangement 
would, however, change the whole character of the problem. With gates 
only at the head of the pipe, the flow of the water is steady, and the pipe is 
free from shocks. The pressures on the pipe are hydraulic, as distinguished 
from hydrostatic. 
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For instance, let a gate be placed in the low part of the syphon in the San 
Joaquin Valley, where the pipe is at a height say six feet above the city base. 
When this gate is closed the pressure on the gate and pipe becomes hydros- 
tatic, or instead of being as now, 950 feet, it rises to 1,200 feet, bringing an 
increase of 108 pounds to the square inch. This increased pressure would 
require a thicker and stronger pipe. 

Above this gate there may be 30 miles of pipe, suppose it to be four feet in 
diameter. In this 30 miles there will be at the moment the gate takes up its 
motion 62,175 tons of water, moving at a velocity a little more than four feet 
a second or more than 2^/i miles an hour. The motion of this mass is to be 
destroyed. 

To place the character of this action in a familiar light, it may be stated 
that the destruction of living force is equivalent to that involved in stopping 
a cannon ball weighing 2,000 pounds, having a velocity of 1,000 feet a second. 
A sudden closing of the gate would produce an effect equivalent to that of the 
cannon ball, and no strength could be given to a conduit which would enable 
such a shock to be borne safely. 

A regulated motion, occupying considerable time, combined with relieving 
valves to permit the escape of water, whenever the pressure exceeds a fixed 
limit, would do much to relieve the shock. A system of gates spaced along 
the line several miles apart, with a manageable quantity of water included 
between them, worked simultaneously, would however be the only safe plan, 
giving thorough control of the water column. 

A careful study has been made of the action of stop gates on these lines. 
The means and appliances, necessary to regulate the shocks within safe limits, 
have been worked out in principle and partially in details. Each gate ought 
to be made in three parts, each of which can be opened or shut independently 
of the others. 

It is proved that the gate may be moved with comparative rapidity in the 
earlier part of the closing process, and that the amount of the shock can be 
kept within safe limits during this interval. The last p&rt of the motion 
must, however, be regulated with the utmost nicety, and with decreasing ve- 
locity. Any want of care in this phase of closing instantly raises the pressure 
excessively. 

It is not thought necessary, at this time, to go into the discussion which 
proves these conclusions. 

Under these conditions, a system of gates distant from each other, to be 
worked simultaneously and with great nicety, would in all probability prove 
too delicate and therefore unsuitable in practice. It would certainly add con- 
siderably, both to the original cost of the work and to the cost of mainte- 
nance. 

It is therefore thought that it will be better to bear the loss of water and 
whatever other inconveniences may follow breaches in the pipe — which there 
is no reason to apprehend will be frequent — than to resort to the expense 
necessary to avoid or control them. 
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A telegn^h Une is at once seen to be an indispenBaUe feature of the 8j»- 
tem. 

The sobjeet of change of length of the pipe, under Tarying temperatore, 
deserree remark. 

The temperature of the water which enters the pipe may be taken to Tary, 
at different seasons, between 45*^ and 60^ Fahrenheit. 

Wrought iron expands or contracts for each degree of Taried temperatore 
.0002507 inches for each yard in length. An increase of twenty degrees in 
temperatore wonld lengthen a bar one yard long by five thousandths of an 
inch. 

If we suppose the iron to take the temperature of the water, it will mark 
at one season 45* and at another 60*", and the question arises whether any 
device of compensation joints ought to be adopted, to meet the tendency to 
stretch at one time and to contract at another. There are a number of forms 
for these joints. 

If the pipe were exposed to the sun and air, under the great changes of 
temperature which occur in our climate, especially in the interior valleys 
where the range is not far from 100*^, it would undoubtedly be necessary to 
provide such joints; otherwise there would be a bodily motion of the pipe. 

With a pipe laid in a trench, covered with earth, and subject only to the 
limited range of the varying temperature of the water, the case is quite dif- 
ferent. In all the pipe so laid in the mining districts of California and Ne- 
vada, there are not, so far as is known, any compensation joints. The Virginia 
and Gold Hill Pipes— which are situated in the mountains above Lake Tahoe, 
nearly if not quite 8,000 feet above the sea, where the temperature of 
the water changes with larger variations of temperature than in our cases — 
have not been injured in the absence of these joints. These pipes are only 
10 and 12 inches in diameter. 

Whether it be that the iron maintains nearly the same temperature — being 
that of the ground which in our climate, at a depth equal to that of the 
trench, does not vary much if at all — or, whether the iron takes the changing 
temperature of the water, and that the strain thus developed is well within 
the elastic limit of the metal, in either case the fact seems to be estab- 
lished that the questions of expansion and contraction, which at first glance 
appear serious are not, under our supposed conditions of much practical 
importance. 

For any portion of the pipe not buried in a trench, the relations are prob- 
ably different. 

THE RELATION OF THE BAY OF SAN FBANCISCO TO LINES 

FBOM THE SIEBBA. 

San Francisco can be approached by land only from the south. The Bay of 
San Francisco bounds the city on the north and east, and extends about thirty 
miles southeast of the city. The detour, for the sake of keeping the pipe on 
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dry land, is for some Sierra projects so considerable that it would make the 
lines impracticable on account of their length. It thus becomes necessary 
to enter upon an inquiry as to the modes of crossing the Bay, regarding 
their practicability and safety. 

We can conceive a tunnel from shore to shore in which a conduit might 
safely be placed, where it could be visited and repaired whenever occasion 
required. 

We may suppose a pipe laid upon the bottom of the Bay or in a trench 
excavated in the mud and sand to a depth sufficient to insure against any risk 
of damage from anchors of vessels. This pipe could not be reached or re- 
placed by any easy or convenient means. 

A third proposition is to lay an iron tunnel in a trench on the bottom, in 
which the conduit lies subject to inspection and convenient for repair. 

These three propositions are the subject of our inquiry. 

The narrowest crossing is at the throat of the bay, between Fobt and 
LiiME Points. The width from shore to shore is a trifle in excess of one 
mile. The velocity of the current is excessive, particularly in the lower 
depths. This is known from observation, and it is probably due to this fact 
that a submarine valley has been worn in the rock to the depth of 400 feet. 
The shores are rock. On the Fort Point side it is a mottled greenish ser- 
pentine, treacherous and hard to work. Lime Point rises abruptly to a 
height of several hundred feet. Its structure varies. In the main it is in 
appearance a jaspery rock, quite common in the vicinity of San Francisco, 
where it is popularly styled ** red rock." Professor Whitney classes it as an 
imperfect serpentine . It occurs in very thin layers, often not more than an 
inch or two in thickness, which are upturned at steep angles of declivity, and 
often contorted like the rumpled leaves of a book. In connection with this 
structure occur masses of an extremely refractory rock of greenish tint, the 
mineralogical character of which is in doubt. It would be hard to find a ma- 
terial more obstinate to drilling. 

The pressure of the column of water known to exist is 180 pounds to the 
square inch. The soundings, which have been taken for purposes of naviga- 
tion, afford all known information as to the bottom. It may be that there are 
still greater depths than are given on our charts. A very considerable allow- 
ance would be indispensable to make up for possible depths and fissures, and 
to guard against the consequences that might follow from a very small crevice 
under a pressure of 180 pounds or more to the square inch. Perhaps 100 
feet would not be too much allowance. Making this allowance, the tunnel 
would be 500 feet below the sea level. The length of the tunnel would be 
perhaps one mile and a quarter, possibly a little less. One of the shafts at 
the extremity of the tunnel, and perhaps both, would have a depth of 500 
feet, increased by the height of the ground above the sea which at Lime Point 
might be considerable. 

These are the main features of the plan. In sound rock there would be no 
3 
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special diffionlty that ooold not be foreseen or allowed for. We cannot be 
certain what may be the condition of affairs at and below the bottom. If the 
conynlsion— if it were a conynlsion which opened the Golden Ghite — stopped 
in its action at the depth of the bottom and left no fissures or uncertain spots 
below, the execution of the tunnel would entail no extraordinary difficulties, 
but in the broken structure which exists there is room, in the absence of pos- 
itiye knowledge, for uncertainty. If shafts were sunk to the leyel of the tun- 
nel on either side there would probably be grounds for positive opinions, 
which can now be but speculations. 

It may be remarked that a submerged pipe and a submerged tunnel would 
be equally impracticable at the Golden Gate. 

A tunnel or a series of tunnels, exposed to less pressure from superincum- 
bent water, but of greatly increased lengths, might pass from Point Oayallo, 
near Lime Point, to Black Point; or from Peninsxtlab Point, crossing 
Baoooon Stbaitb to Anoel Island, thence to Aloatbaz, and from Alcatraz to 
the nobthekn shobb of the Gitt. 

The first of these lines is three miles in length, with 30 fathoms of water 
near its further end, shoaling to six or seven fathoms. It is not known 
whether or not the rock is deeply overlaid with sand or gravel. This line 
would be worked from the ends. It is between two and three times the 
length of the Golden Gate channel. Both shores are rocky but full of seams, 
which are characteristic of the vicinity. 

By way of Anqel Island and Aloatbaz the tunnel under water would be 3% 
miles with six working points. The deepest water in Baccoon Straits is 150 
feet, and on the line 170 feet. The increased length of this line, as compared 
with the route from Oavallo to Black Point, would probably be more than 
compensated by the facility for work, given by six points instead of two. On 
Angel and Alcatraz Islands there would be quite a mile which might be all or 
part tunnel, but with no special difficulties. 

Another route, still longer, is that from Oakland to San Fbanoisco. Yerba 
Buena Island ought to be a working point on this line. The shortest line 
would be about 4% miles, leaving out nearly three-fourths of a mile of the line, 
which would be on or under the island. From Oakland Point to Yerba Buena 
is scant three miles. It might be advisable and practicable to carry out a 
structure in the Bay for a mile or a mile and a half, and at its extremity sink 
to the level of the tunnel. There would be four working points on the line, 
and the deepest water about 150 feet, but this only for a short distance. 

We have some information in regard to the strata underlying the Alameda 
shore, derived from a well which was sunk on Oakland Point, about 700 feet, 
in search of water. At a depth of 80 feet the boring entered a stratum of 
clay 43 feet thick. Sand and pulverized talc were found mixed with clay. If 
this stratum proves suitable, and if it extends across the Eastern channel, 
there is a fair prospect as far as Yerba Buena Island. The portion of the 
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tannel between the island and San FranciBOO will neoessarily be lower on 
account of the depth of water than the leyel of the clay stratum. It is prob- 
able that its line will be in rock, of the character shown at Yerba Buena and 
on Telegraph Hill. 

If this clay layer prove impracticable there is another fair prospect at abont 
200 feet in depth, where a stratum of blue clay was found, over 30 feet in 
depth with a layer of grayel in it. Passing this, there is not much promise 
of success until the hard rock is reached at a depth of 534 feet. 

At Bayenswood, 25 miles southeast of the city, the Bay is a mile and a 
quarter in width, between low and marshy shores. Over three-fourths of 
this distance the water is less than 18 feet in depth, and in the remaining half 
mile the greatest depth is eight fathoms. Nothing is known of the underlying 
strata. The approaches to the crossing on either side are over marshy land. 

This closes a brief enumeration of the known facts, which hardly justify an 
expression of opinion on the practicability of the Vork, and certainly leaye 
room for doubt. Beasonable conclusions are of course possible, but possi- 
ble only with a good deal more knowledge than we possess. The requisite 
knowledge can be obtained by a sufficient number of borings to ascertain the 
material along the line. Under existing circumstances no estimate of the 
probable cost of tunnels on these different lines is possible, except upon 
wholesale assumptions of the character of the materials to be encountered. 
Such an estimate would really be but a conjecture and of no real value. 

A pipe of requisite strength may be laid under the bottom line of the Bay, 
at a depth sufficient to give security against anchors. 

The bottom having been found to be sand, gravel and mud of various de- 
grees of consistency, it will be unsafe to lay down a rigid pipe, for such a 
pipe may be expected to settle unequally in materials of different powers of 
resistance. Unequal settlement would bring special strains on the connecting 
joints and endanger its integrity. Joints permitting some degree of motion 
would therefore be indispensable. A pipe with such joints is laid under the 
Schuylkill Biver. An example of more importance is that at Toronto, where 
a 36-inch pipe, 4,450 feet long, is laid on the bed of the Lake in a depth of 
16 feet. The scale of this operation is the largest that is known to have been 
execute^. In both instances the pipe is laid in fresh water. A short pipe is 
laid across a draw in a bridge in Boston harbor, in salt water. There is no 
known instance which approaches the line across the Bay in magnitude. 
The length of line, depth of water, and velocity of currents are all of unusual 
degree, and they combine in increasing the difficulty of success. We may 
however suppose the task to be successfally accomplished. 

If extended from Oakland to San Francisco, the pipe would be five miles 
long. The risks of accident increase with the length of pipe. A short pipe 
could be readily replaced at small expenditure of time and money. The 
greatest depth of water in the Bay on this line is, in different positions, 60 
and 70 feet. To say the least, it would be a difficult undertaking to repair 
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a breach at any such depth. It would probably often be impossible of ao- 
oomplishment -within the time required to exhaust the city reservoirs. 

No coating exists which is known to protect iron from the corrosive action 
of sea water. Galvauizing lasts but for a few years. Bituminous coatings 
have not been tested sufficiently. Doubtless some protection against corrosion 
would be given by a covering of sand or mud to a depth of a few feet. It 
might be possible to sheath the pipe in a casing of wood which, if covered 
by mud, would not be destroyed by marine insects. 

If such a protection were g^ven there would still remain the objection that 
the pipe could not be conveniently reached anc^ repaired. 

Some security would be g^ven by special tests of strength of the pipe; but 
with all possible precautions there would, nevertheless, be a feeling of inse- 
curity, inseparable from the use of such a conduit. 

The third proposition is to lay a cylindrical, wrought iron rigid tunnel in a 
trench, excavated to a depth of 25 feet or thereabouts below the bottom of the 
Bay. This tunnel is to be 10 or 11 feet in diameter. It follows the profile of 
the bottom, descending from the Oakland shore to the point of maximum 
depth uesLT the San Francisco side; thence ascending to reach the land. 

The tunnel is formed in sections of convenient length, to be connected in 
the trench by divers, who merely fasten the joints by placing bolts and turn- 
ing the nuts. The joints are made by flanges on the inside of the pipe and 
are rigid. The outside is sheathed with wood. 

The project has been worked out in detail by W. B. Hyde, 0. £., the En- 
gineer of the San Joaquin and San Francisco Water Company. The arrange- 
ments for handling and placing the pipe are by means of hydraulic power. 
Manual labor is reduced to a minimimi. One cannot fail to admire the inge- 
nuity which has provided special devices to meet all expected difficulties. The 
conduit is to be placed in the tunnel where it can be conveniently reached. 

If a stable tunnel of this description were successfully laid, it might be» 
and probably would be, accepted as a suitable solution of the problem. 

If a suitable foundation, of equal or nearly equal resistance, underlaid the 
Bay at the projected depth upon which the tunnel could be placed, there 
would be a reasonable assurance of stability. We are, however, entirely un- 
informed as to what materials underlip the bottom, except that at intervals 
over three miles of the line borings have been made to the depth of 25 feet. 
Soundings were also taken on the San Francisco water front by direction of 
the Harbor Commissioners some years ago, showing near the proposed line 
at or about Folsom street a depth of 60 to 70 feet of mud, underlaid by clay 
or sand. The borings made to 25 feet did not as a rule reach the solid ma- 
terial below; at least, those that were in mud — some of it approaching clay 
in consistency — stopped in this material, and we are not informed as to 
what is below. 
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The bottom of the trench as explored by borings will be partly in sand, 
partly in gravel, -with sections in soft mud and in more tenaeioas mnd or 
clay. The resisting powers of these materials being unequal, with possible 
conditions below increasing this want of uniformity, it is thought that unequal 
settlement to an extent that cannot be anticipated must ensue. 

The foundation, as far as we know it, is believed to be unstable for such a 
structure. Whether it would be possible to provide suitable foundation at 
any reasonable expense we do not know. It is believed that the material, 
whether mud or sand or gravel, shoold be bored and examined to the original 
bottom of the Buy, or if not to that extent at least until a thick stratum of 
clay, or what is vaguely called hard pan, is reached. 

If we had the information that such an exploration would afford, it would 
be possible to speak more intelligently in regard to the feasibility of this pro- 
ject. The want of such detailed information makes it in a measure a duty 
to suppose the worst conditions to exist below, and necessarily throws very 
considerable doubt upon the project, n^hich perhaps would be cleared off by 
fuller knowledge. 

The consideration of foundation being vital, it cannot be necessary to enter 
into any detailed description or discussions of the appliances, by which the 
work is to be executed, or of the numerous details which it involves. 

The foregoing brief discussion proves, if its conclusions are sound, that at 
present there is a serious element of doubt involved in all the propositions to 
pass the Bay. It may be repeated, that this doubt may be removed and rea- 
sonable conclusions may be reached by a proper expenditure of time and 
means. 

Security is the first condition of a water supply. The calamity, attending 
a failure of the link of the conduit under the Bay, might be and probably would 
be of appalling magnitude. The loss of money might under possible circum- 
stances be relatively an insignificant feature of the disaster. An actual 
famine is a possibility. 

If this statement be reasonable, then security is worth whatever it may 
cost. It needs no argument to prove that security is best attained on the 
land. If the cost of supply carried all the way by land is admissible, the 
suppl}'' ought to come by land. If the burden be too great and it seems 
necessary to cross the Bay, then such fall investigation ought to be made as 
will set all doubts at rest. 

DESCEIPTION OF ROUTES BY WAY OP LIVERMORE PASS. 

The routes from the South Fork of the American and from the Mokelumne 
cross oyer Livermore Pass. 

The head of the pipe in the Mokelumne line is on the foot-hills of the Sierra 
Nevada, at an altitude of 1,206 feet. The Livermore Pass has an altitude of 
739 feet. Between these points lies the San JoaqaiD| Valley, which in its 
lowest point is but little above the high water sea level. This branch of the 
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oonduit is, therefore, an inyerted syphon which has a maximum pressure of 
962 feet. The syphon is 62'ffis miles in length. It will discharge into a res- 
ervoir at Livermore Pass having a capacity of 230 millions of gallons, as stated 
in Mr. Soowden's report. 

From this reservoir to San Franoisoo the distance keeping on solid laud is 
7iiVff miles. Crossing at Bavenswood the distance is C4 miles. This branch 
of the condnit is also an inverted syphon. The total length of the iron oon- 
duit is l^l'fAs miles, or by way of Bavenswood 126^^ miles. 

The total fall from the head of the pipe to Livermore Pass is 467 feet, which 
corresponds to a fall of 7iVir 'oet per mile. Estimates have been made for a 
40-inch and a 48-inch pipe on the Eastern syphon. 

From Livermore Pass to the city estimates are made on pipes to carry the 
same quantities as are delivered at Livermore Pass. These estimates have 
been made to include different heights of delivery in San Francisco, the high- 
est being 450 feet and the lowest 300 feet. They afford us the means of ascer- 
taining the height which will be most advantageous. They are also made over 
the lines by way of Bavenswood. The diameters and fall vary in each of 
these cases, so that they are so many independent lines. 

At the San Francisco terminus a reservoir is contemplated which will hold 
ten days' supply. 

The difference of the estimates by way of the head of the Bay and by 
Bavenswood represents the valne of a safe crossing at Bavenswood. The 
difference in length by these two routes is lO^Vir miles. It is to be remarked, 
however, that this difference has not been found by actual survey but by 
measurements on our best maps. The line by the head of the Bay is kept on 
solid land. It is quite possible that it may be shortened by crossing portions 
of marsh laud. This however may not be the case. 

It may be repeated that the whole line from the foot-hills of the Sierra to 
the city ought to be located before construction is undertaken. There is 
reason to suppose that the line can be shortened to some extent and be placed 
on better ground. Either result will cheapen the construction. 

The western syphon, which unites Livermore Pass and San Francisco, is 
common to the Mokelumne and the El Dorado lines. The portion of the 
eastern syphon which lies between the San Joaquin Biver and Livermore 
Pass is also common to both lines. At Johnson's Ferry on the San Joaquin 
the lines diverge; the Mokelumne route crossing the valley in the shortest 
line, while the El Dorado conduit crosses the valley obliquely. The latter 
line is consequently under heavy pressure for a longer distance than the 
Mokelumne conduit is. 

The distance from the Borland reservoir, at the head of the El Dorado pipe 
line, to Livermore Pass is 82 ^^ miles which is 19 ^^ miles longer than the 
Mokelumne line. The total length of the oonduit from Borland reservoir to 
San Francisco by head of Bay is 157 iVb miles. 
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The ffldl per mile on the portion of the El Dorado line erossing the Saa 
Joaqnin is 7i^ feet per mUe. This fall is sUglitly less than that on the 
Motelnmne line. The pipe is therefore a trifle larger. 

The line crosses the following named streams between the Borland reser- 
Toir and laTermore Pass, namely: French Camp Slongh, GalaTeras Biyer, 
Mokdnmne BiTer, Jackson Creek, Dry Creek, Willow Slongh, the Cosomnes 
BiTer and the San Joaquin. 

The Bine Lakes and Mokelnmne line crosses French Camp Slongh, Mor- 
mon Slongh, the Calaveras and San Joaqnin rivers, and some minor streams. 
None of these rivers are navigable except the San Joaqnin. The latter may 
be crossed either by a pipe or by a tnnnel. 

The San Joaquin at the point of crossing is bordered by a belt of land, 
overflowed in extreme freshets for a distance of nine miles, unless protected 
by levees. A change of crossing may modify this distance. The estimates 
are made for bridging the whole distance, the river excepted. 

The river at Johnson's Ferry is 350 feet between its banks, and 25 feet in 
mazimnm depth. 

BOUTE OF CONDUIT FBOM VICINITY OF AUBUBN. 

Cook's reservoir is the head of this line. It is situated nearly north from 
the town of Anbnm, distant 2% miles. The pipe follows the line of 
the railroad as nearly as possible over a broken country, until Boseville is 
reached. At this point it leaves the Central Padfio Bailroad and reaches the 
Califonkia Pacific at Davisville, crossing the Sacramento Biver in a line as 
nearly direct as possible. From Davisville it follows the Cal. P. B. B. to the 
town of Bridgeport, at which point it trends to the east, crossing Carquinez 
Straits between Benida and Yallejo. Having crossed the Straits, the pipe 
ends in the Carquinez reservoir on the south shore of the Straits, at an alti- 
tude of 629 feet. 

This portion of the line, from Cook's to Carquinez reservoir, is a reversed 
syphon 101 miles in length, the upper end having an elevation of 1,326 feet 
and the lower end 629 feet above city base. 

The bottom of Carquiaez Straits is 135 feet below the datum plane, so that 
the difference of level between the highest and lowest points of the conduit 
is 1,461 feet. 

The second syphon branch of the conduit extends from Carquinez reservoir 
to the dty, a distance of 32 miles. The lower end of this branch may be at 
any practicable altitude in San Francisco from the level of the sea to the 
extreme supposed point of delivery at Bock Creek reservoir, 450 feet in 
height. 

The principal stream crossed by this line is the Sacramento river, with a 
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stretch of overflowed land, at times as mtioh as 12 miles in width daring ex- 
treme freshets, with 15 feet of water over considerable portions of the line. 
This is an unfavorable feature which perhaps might be lessened on a line 
from Cook's reservoir westward, crossing the Sacramento about ten miles 
above. This course would probably lengthen the line to some extent. 

On the present line the estimates include bridging over the whole line, ex- 
cepting the river proper. 

Leaving the Sacramento bottom there are but two streams of importance 
on the remainder of the line namely, Cache and Puta Creeks. 

A serious obstacle is Carquinez Straits ^ mile in width, which probably 
would be passed by a tunnel. 

Carquinez reservoir, on the heights above the Straits, has a capacity, accord- 
ing to Mr. Scowden's report, of 504,000,000 gallonn. The dam required to 
impound this quantity is excessive in height, being 194 feet. 

This reservoir site is not recommended. It is used however for compar- 
ison of lines. A reservoir on this long line of pipe is almost indispensable. 
If the extent of the examinations proposed in the present inquiry had not 
been limited, search would have been made for a new site on one bank of the 
Straits or elsewhere on the line. 

An approximate estimate is made of the cost of a line which does not rise 
to the top of the hills on the south side of the Straits, bat keeps at an alti- 
tude of 200 feet above the sea, rejoining the surveyed line about seven miles 
nearer Oakland, at Fernandez landing. 

No survey was made of this interval of seven miles, but approximate infor- 
mation was afforded as to the line by the survey of the Central Pacific Bail- 
road, the results of which were furnished by Mr. Montague, Chief Engineer 
of the Railroad. 

Between the Carquinez reservoir and Oakland the country is in part hilly, 
and partly a plain but little above the sea level. There are no special fea- 
tures on the line which require notice. 

Arrived at Oakland, the pipe has the Bay of San Francisco to cross. 

The length of the second syphon, reaching from Carquinez reservoir to the 
city, is 32 miles, making the total length of pipe from Cook's reservoir to San 
Francisco 133 miles. 

The total length from Cook's reservoir, avoiding Carquinez reservoir, is 
131,% miles. 

An estimate is also made on lines from Dutch Ravine reservoir, which is 
about nine miles nearer the city than Cook's reservoir. The altitude of the 
upper end of the pipe is 880 feet instead of 1,326 feet as at Cook's. The 
route from the Dutch Ravine reservoir to the city is the same as for the 
Cook's line. The lengths are, by way of Carquinez reservoir, 123 i% miles, 
and by way of shore of straits avoiding the reservoir 122f^o^o miles. 
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It will be remarked that the estimates for all lines crossing the bay are in- 
complete, in that they do not proTide for the part of the line lying under the 
Bay. It has been explained in a previous part of this Report that it is quite 
impossible with present information to make an estimate of any yalue on 
this point. 

The appended profiles of the various lines supply data with regard to the 
pressures and contours of the country which it is needless to repeat by de- 
scription in words. 

RESERVOIRS ON THE LINE-S^ 

The different reservoirs on the lin^have been mentioned in the preceding 
pages. In Table I they are arranged in systematic form, with classification 
of their principal features. 

The last two in the table — Rich Guloh and Butte VALiiEx — are on the canal 
line from the Mokelumne River, the former about 20 miles above the end of 
the pipe line, the latter within two miles of the same point. The tabulated 
data in respect to these two reservoirs are obtained from Mr. Scowden's re- 
port and maps. 

The BoBLAND and Dodson reservoirs are on the El Dorado line, near La- 
trobe. 

The Cook reservoir and that at Dutch Ravine are on the Auburn line, at the 
head of the iron conduit. A third reservoir, at an altitude 200 feet higher 
than Cook's, was surveyed, but it is not included in this table. 

These reservoirs, being at or near the head of the iron conduit, are intended 
to perform a double purpose: first, to settle the silt brought down by the 
canal; secondly, to maintain a supply, in case the flow in the canal is inter- 
rupted by breaches or by any other cause. The capacity of any of these res- 
ervoirs is in excess of present demands, and the reservoirs are adopted for 
purposes of comparison of different lines. 
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THE ESTIMATES. 

The estimates are given iu tabular form for two different amounts of daily 
delivery. One amount is that estimated for a riveted 40-inch pipe with a fall 
of 7.43 feet per mile ; the other is what is due to a 48-inoh pipe with the same 
fall. 

D'Arcy's formula for large pipes is 

r=113.8 v/f7X 
in which 

V is velocity in feet per second; 

r is the hydraulic radius; 

5 a fraction representing the slope per mile. 

The delivery of a 40-inch pipe, having the given fall, by this formula i9 
22,000,000 gallons per day, and of a 48-inch pipe is 34,500,000 gallons. 

The formula was intended for smooth iron pipes, and not for pipes in 
which the interior surface is broken by rivet heads. In order to make suf* 
ficient allowance for these obstructions, the deliveries assumed in this discus- 
sion are those which would be given by a 38^-inch and a 46^-inch pipe 
respectively. One and one-half inches are thrown off from each diameter. 

Some calculations of the actual delivery by riveted pipes in California go 
to indicate that in particular cases D'Arcy*s formula does not give too large 
results, even with no allowance for obstruction of rivets. In Hochester, New 
York, with a riveted pipe D'Arcy's formula came below the actual delivery* 
Nevertheless it has been preferred to err if at all, on the side of safety, so 
that while it is not improbable that the 40-inch pipe may deliver 22,000, 000, 
it is not assumed in this paper to exceed 20,000,000. The capacities of 40-incb 
and 48-inch riveted pipes are assumed to be those delivered by 38^-inch and 
46^-inch smooth pipes, as computed by D'Arcy's formula, namely: 20,000,000 
and 32,000,000 gallons per day respectively. 

The estimates of the conduit relate to the delivery of these quantities from 
each of the sources of supply. 

The fall per mile being different in each of these routes, the size of the pipe 
is different in each case. 

Inasmuch as different routes of conduit are open to choice, estimates are 
given for these, as for instance: Around the head of the Bay and by way of 
Bavenswood; or, for the Auburn line, by way of Carquinez reservoir and by a 
route avoiding the reservoir. The latter line has two sets of estimates, starting 
with different elevations: one from Cook's reservoir and one from Dutch 
Bavine, 446 feet lower. 

These lines are also calculated for different elevations in the city, namely : 
for 450 feet, for 300 feet, 200 feet and 100 feet. 

These different calculations are all independent. They involved a great 
amount of labor, but they seemed to be required to meet all points of reason- 
able inquiry. 

The tabular estimates are confined to the construction and laying of the 
iron conduit, including such reservoirs as have been surveyed and as are 
essential for the service. 
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The iron is pUoed at $80 per ton, abont $10 in advance of cnrrent rates, 
vhich however are extremely low and sabject to a rise at any time. The 
mannfactare of the pipe is placed at $27.50 per ton. 

It is expected that the mannfaotore will be carried on in special shops, es- 
tablished on the water front of the Bay or on the lines of railroad, where the 
material will be received and sent away with the minimum charge for cartage 
and handling. 

The shops can, nnder an order of this magnitude, be equipped with labor- 
saving appliances and tools, which do not now exist in any iron works in the 
city. These special arrangements must necessarily result in a very consider- 
able reduction in the cost of this kind of work, and it is believed that the 
cost can be reduced below the estimate. 

The distribution of the pipe along the line is of itself a problem of consid- 
erable magnitude. It has been worked out with care and in detail. The dis- 
tance every ton must travel, whether by rail, by boat or by wagon, has been 
calculated. The tariff rates by public transportation, and twenty-flve cents 
per ton per mile in the plains, and fifty cents per ton per mile in the hills by 
wagon, are the governing prices. To the sum total $1.62 per ton is added 
for handling and contingencies. 

The trench for the pipe is assumed to be for twenty miles in rock, the 
remainder in earth excavation. There is something assumed in this calcula- 
tion, as the facts are not accurately known. 

The estimates for bridges include all overflowed lands as well as bridges 
over streamH not navigable. It is not, however, supposed that this extent of 
bridging will be necessary. The bridges of any considerable span are esti- 
mated for masonry piers and Howe truss. 

The foregoing remarks are deemed necessary to explain the character of the 
estimates, which are by design intended to be full. At present prices it is 
believed that the line can be laid down under the estimates. 

The height of delivery in San Francisco is a very important point. 

A little reflection makes it plain that with sypho^u for conduits the cost 
must increase with the height of the outlet. Ta^elfor instance the Blue 
Lakes or Mokelumne line of 20,000,000 around the Bay: 

With an outlet 450 feet high the cost is $11,639,377 

With an outlet 300 feet high the cost is 10, 193,480 

Difference $1,445,897 

With an outlet 200 feet high the cost is $9,660,700, less by $532,780 than 
for 300 feet. 

There is a height of delivery which is more advantageous in an economical 
point of view than any others, whether above or below. Some further study 
will be necessary to flx exactly where this point is; but an easy calculation 
will show that as between 300 feet and 450 feet, the former is to be preferred 
for economical reasons. 

The quantity of water which now comes from San Andreas is two-thirds of 
the city supply. It is delivered at College Hill reservoir, at an altitude of 
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255 feet. Pillarcitos reseirvoir snpplies Lake Honda with a qnantity between 
two and three millions of gallons a day. Lake Honda has an elevation of 
377 feet. The pumps at Black Point supply the Upper Eussian Hill reser- 
Toir, altitude 300 feet, and lower reservoir, altitude 140 feet, each say with a 
million a day. 

The total amount now delivered in the city, at an elevation of 300 feet or 
more, is what goes into Lake Honda and Upper Bussian Hill reservoir, not 
to exceed 4,000,000 of gallons a day. Lake Honda has connection with the 
lower systems, and all of its water is not consumed in the high service. 

Let us suppose, however, that five of the 20 millions delivered at 300 feet 
height are required at an elevation of 450 feet — which it will be remarked is 
73 feet above Lake Honda, and probably 100 feet above an existing service in 
the city — and thus that pumps come into requisition. « 

The cost of pumping 5,000,000 gallons a day 150 feet high — at 17 cents for 
1,000,000, raised one foot— is per day $127.50, or per year $46,537.50, which 
includes wear and tear and interest on original cost of pumps. The difference 
of capital cost of 300 feet and 450 feet elevation in delivery is $1,435,897, the 
interest at 6 per cent, being $86,153.82. Difference between $86,153.82 and 
$46,537.50 is $39,616.32, which is the yearly saving. 

This statement embraces circumstances much more unfavorable than those 
that exist, or are likely to exist; for it supposes all of the 5,000,000 gallons 
to be pumped 150 feet, whereas, even if water were required at this heigh^ 
of 450 feet, much the greater part pumped would be consumed between 300 
feet and 450 feet, and only a small fraction would reach the tank at the extreme 
elevation. Seventeen cents for pumping is a high price. 

So, even an extreme case proves the truth of the proposition — namely, that 
it will be more economical to deliver the whole quantity at 300 feet, and 
pump whatever may be required at higher levels, than to deliver the whole at 
an elevation of 450 feet. The case is still stronger for a pipe delivering 
32,000,000 gallons daily. 

The question of city distribution is involved in the determination of the 

most economical point of delivery. This question, owing to the irregular 

topography of the city, is one of considerable magnitude and complexity, and 

one that it has not been possible to consider up to this time. It is not, 

therefore, possible to state with exactness the proper elevation of delivery. 

We may, however, rest in the opinion that it will not much exceed 300 feet, 
if indeed it turns out to be so high. 

The estimates show the relation of a tunnel at Bavenswood, and the line 
around the head of the bay. For a delivery 300 feet high — taking the Blue 
Lakes for comparison — the cost of 20,000,000 gallons a day by way of head of 
Bay exceeds the cost by Bavenswood, the tunnel estimate not included, 
$811,691. For 32,000,000 gallons the difference is $1,089,148. These dif- 
ferences represent a limit of cost which the tunnel cannot exceed and be an 
economical measure. 

The lines of conduit are all estimated to terminate at Rock Greek reservoir. 
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ihfit is, the lengths are estimated to this point in every case whaierer the 
height may be. 

The only lines of supply under consideration, which can reach San Fran- 
cisco entirely by land, are those which cross Livermore Pass and head the 
Bay. In our present state of information in regard to the strata underlying 
the Bay, it is quite impossible to express an opinion in regard to the cost of a 
tunnel, its practicability, or the time which it would require in construc- 
tion. This condition of our knowledge limits us at present to a choice be- 
tween the lines from the Mokelumne and from the SotUh- Fork of the American. 

The estimates of these lines are respectively for different quantities deliv- 
ered 300 feet high as follow, namely: 

From the Mokelumne, by way of the head of the Bay — 

20 millions per day $10,193,480. 

32 millions per day 14,111,733. 

From the South Fork of the American — 

20 millions per day $12,306,384. 

32 millions per day 16,9y7,858. 

These estimates include the conduit from the end of the canal, and the reser- 
voirs at the beads of the pipes and at Livermore Pass. They do not include 
the water rights, the cost of reservoirs in the mountains, the canals connecting 
the rivers and the heads of the pipe lines, a terminal reservoir in San Fran- 
cisco, the distribution system in tbe streets of the city, nor the right of way. 

It has already been remarked, that a properly proportioned distribution sys- 
tem, to conform to the widely different levels, is a special problem of magni- 
tude, the consideration of which must be deferred for future study. It is a 
factor common to all the projects, although not probably identical in each 
case . 

It will be noticed further on in this report, that the value of the existing 
pipe system in the streets of San Francisco is less than $2,000,000. Inasmuch 
as it is the ultimate purpose of this report to bring the diffeient projects to a 
comparison of cost, we assume the sum of $3,000,000 to represent the expense 
of providing terminal arrangements in the city, capable of supplying a daily 
demand of 12 or 13 millions of gallons, which is about the amount stated to 
be supplied by the Spring Valley system. In this amount is included a 
reservoir capacity of 250 millions of gallons, which is 10 or 12 days supply 
for the smaller of the proposed conduits. 

The canal surveyed originally by Mr. Scowden and again proposed by W. V. 
Clark, from the Mokelumne, is 51% miles in length. Mr. Clark offers to 
construct this canal with a capacity at its lower end of 100,000,000 gallons 
per day, for the sum of $1,600,000. The new line which has been examined 
is 38 miles in length and its cost, at the same rate per mile, ought not to ex- 
ceed $1,200,000. 

A similar canal from the South Fork of the American to the Borland reser- 
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voir, 45 miles long, is offered by the El Dorado W. & D. G. M. Oompany for 
$1,250,000. For a conduit of 32 millions of gallons, a minimum storage of 
3,000 millions will be indispensable. This can be secured by the existing 
dam at the Upper Lake and a new dam to be constructed at Upper Bear Biver 
Beservoir. A permanent dam at the latter point will cost by our estimate 
$346,500. 

It is estimated that a suitable masonry dam, with gate-house, can be built 
at Silver Lake for $100,000, provided no ) unexpected difficulties are encoun- 
tered. 

Summing up these items, we have for the Mokdumne Line : 

32 millions conduit $14, 108,632 

Upper Bear Biver Beservoir 346,500 

Canal 1,200,000 

Terminal reservoir and Distribution System 3,000,000 

Capital cost of thirty-two millions of gallons daily. .$18,655, 132 

Capital cost of one million of gallons daily $582,973 

To which arjB to be added the cost of franchises, right of way, and interest 
during construction. 

From the South Fork of the American the corresponding items are as follows, 
namely : 

Conduit $16,997,853 

Silver Lake reservoir 100,000 

Canal 1,250,000 

Terminal reservoir and Distribution 3,000,000 

Capital cost of thirty-two millions of gallons daily.. $21,347,853 

Capital cost of one million of gallons daily $667,120 

For 20 millions from the Mokelumnet everything being the same as just stated, 
except the conduit, the cost will be $14,739,980. 

The same daily amount from the South Fork of the American represents a 
capital cost of $16,656,384. 

This estimate provides for a complete independent system. If, however, 
the Spring Valley Works were the property of the city, the arrangements 
might be made to correspond. The delivery might then be made to the San 
Andreas or the Crystal Springs reservoir in San Mateo County, or into any of 
the existing service reservoirs in the city. The cost of the terminal reservoir 
and of the distribution system would become needless, except so far as the 
distribution system of the Spring Valley Company may need enlargement 
and modification. 
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Three years will be required to put these lines in operation. Supposing 
bonds to be issued uniformly during construction, the interest will be that of 
the whole cost for one and one-half years, or 9 per cent., which it is fair to 
charge to the construction account. Adding 9 per cent, the estimates become: 
For the Mokdumne Hnej with 20 and 32 millions, respectively :^16,066,578 and 
$20,334,094; for the American line the corresponding amounts are $18,155,458 
and $23,269,160. 

With these statements of capital outlay, we are prepared to ascertain the 
resulting cost of a thousand gallons from either of these sources, by conduits 
carrying either 20 or 32 millions of gallons daily, at a period when the con- 
sumption equals the deliyery of the conduits. 

The yearly interest at 6 per cent, on the cost — $20,334,094 — of the Mokd- 
umne line of 32,000,000 gallons is $1,213,446. This represents a yearly deliv- 
ery of 11,680,000,000 gallons. The cost of a thousand gallons is 10^ cents. 
If we admit the conduit to carry 34,000,000 gallons per day, the cost per 
thousand gallons will be 9-j% cents. 

A similar calculation for the Sovih Fork of the American will show the cost 
per thousand gallons by a 32,000,000 conduit to be 12 cents, or carrying 34,- 
000,000, the price will be 11 j^ cents. For a conduit carrying 20,000,000, the 
cost will be 14,^o cents, or allowing 22,000,000 the cost will be 13^ cents. 

The cost of a thousand gallons from the MokelSimne by a 20,000,000 conduit 
is 13/^ cents, or allowing 22,000,000 the cost will be 12 cents. 

It will be observed that the cost per thousand gallons becomes less as the 
size of the conduit is increased. 

This calculation takes no account of a sinking fund for the redemption of 
the bonded indebtedness, nor does it include what may be required for the 
yearly extension of the distribution system, or for the expense of administra- 
tion. This extension will be required as the city increases, whatever source 
affords the supply of water, and its cost will be about the same in each case. 
It is, therefore, not an essential element in the comparison of different 
projects. 

It will be borne in mind that the present Board of Commissioners have 
made no surveys on the Mokelumne line, and that the data upon which the 
estimates of this line are based, as well as a large part of the other lines, are 
derived from the survey of 1874. This fact and the furthier circumstance 
that none of the lines have been located, prevent such a full and detailed esti- 
mate on minor points as would be desirable. It seems quite probable, from a 
study of the maps and partial reconnoissance by barometer, that the Mokel- 
umne conduit may be located on a better and a somewhat shorter and cheaper 
line, than that followed by the preliminary survey. On the other hand, it 
may turn out that the cost of some of the reservoirs on the line may prove to 
be larger than the estimates, which are nearly those made in 1874. We are 
also but partially informed as to the character of the excavation in the 
trenches, or of the nature of the protection which it may be necessary to give 
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to the conduit, in passing roads over which heavy loaded teams pass. The 
remarks, which were made on the desirability of another and shorter canal 
lyie, in the discussion of the Mokelnmne project, indicate a possible saving 
of several hundred thousand dollars under that head. 

In such a broad and general treatment as the discussion of so many pro- 
jects requires, it is quite impossible to be definite and positive on all the fea- 
tures, small as well as great. There seems to be quite as much probability of 
shortening and cheapening the line by possible changes of location, as there 
is that the lesser features which have not received full investigation will swell 
the cost above the estimates. 

A possible change of location of importance is from Sunol Station to Mis- 
sion San Jos6. The route of the survey now goes by Niles Station, making 
a detour of several miles. A much more direct route is possible. It will 
require a tunnel but will save several miles of conduit, place this part of the 
line under lighter pressure, and add an appreciable quantity to the capacity 
of the conduit, which are three independent benefits, making in the aggre- 
gate a point of considerable magnitude — to the value of $100,000 and perhaps 
$200,000. This saving applies equally to all lines* crossing Livermore Pass 
and heading the Bay. 

The maps indicate the possibility of making some minor changes to the 
improvement of the line in the San Joaquin Valley. 
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GENERAL REMARKS ON THE GRAVITATION LINES FROM 

THE SIERRA NEVADA. 

It may be well at this stage of study, at the risk of some repetition, to 
gather in compact fonu the main facts and features of the Sierra lines. 

The MoKELUMNK Link, with the original line of canal and by way of the 
head of the Bay, is 189.5 miles, of which 51 ^^ are of canal and 1375^ of iron 
conduit. The examination made by Mr. Allardt shows that a better canal 
may be made, not to exceed 38 miles in length. Adopting this conclasion. 
the total length of aqueduct is 175^4 miles. 

The Line from the South Fork of the Ambbican is 202^ miles, 45 miles 
being of canal and 157^^ of iron conduit. 

The Lake Tahoe Line has 75 miles of canal and 133 miles of conduit, in 
all 208 miles. In addition it has a tunnel through the Sierra Nevada 4^ 
miles, and others under the Straits of Garquinez and the Bay of San Fran- 
cisco 5^ miles, making a total of quite 10 miles. 

By using the lower reservoir at Dutch Ravine, the iron conduit line from 
Lake Tahoe is 123.8 miles, the canal being however lengthened to oorree- 
pond. 

The iron conduit line from L ike Tahoe is the same as it would be fprom the 
North Fork of the American. 

The lengths of these lines, and the pressures which are sustained by the 
lower portions of the syphons, are features of unusual dimensions, and they 
give a character to these enterprises which is peculiar to themselyes. 

No city in the world goes such a distance for water. Paris perhaps 
approaches it most nearly for a part of its supply. London has bad under 
consideration projects of supply from North Wales and from the Cumberland 
Lakes, involving conduits of 180 and 270 miles respectively. She continues 
however to draw her main supply from the Thames, at no great distance. 
All of the American cities as yet obtain supplies without going to great dis- 
tances. New York has a conduit 40 miles in length, and this is believed to 
be the longest yet built in America. 

So far as practicability in an engineering point of view is concerned, for 
lines all on land there seems to be no reason to entertain doubts. The scale 
of the works surpasses any similar construction yet made, but there ap- 
pears to be nothing in the scale of the operations, which throws any doubt 
upon the application of piinciples which have proved successful in minor 
examples. 

We have no pipes of 48 inches diameter under a pressure of 900 or 1,000 
feet of water, but we have a 30-inch pipe under 860 feet. We have smaller 
pipes under as much as 1,700 feet pressure. 

The character and magnitude of the strains to be borne are known and 
subject to exact calculation. We may determine with confidence the thick- 
ness of iron of given strength which will resist this strain. We provide that 
no shocks Khali impair the strength of the mati rial, which we protect as well 
as may be from rust by a bituminous coating. 
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Breaches in the iron conduit will be due mainly to a disturbance of the 
foundation of the pipe, such as undermining by extraneous water, movements 
in bad ground, or leakages in the pipe. The breaches will therefore be 
infrequent, provided a proper care is exercised in constructing and placing 
the pipe. Nevertheless, it will be recognized that the chances of accident 
are in a measure proportioned to the length of the line, and a short line is un- 
questionably safer than a long one. The seriousness of an accident when 
it occurs is proportioned to the pressure. 

The conditions which exist on the canal part of the line are different and 
more unfavorable, so far as interruptions are concerned. 

It has been explained that the first few miles of the canals, after they leave 
the river beds, are on the flanks of steep, timbered mountains, which rise at 
first a couple of thousand feet high. After a few miles, the canals emerge 
from these canons, and as a rule occupy better and safer ground. 

In the winter the upper part of the line is exposed to damage by breaches, 
due to sliding earth or snow. With all the precautions which it will be possi- 
ble to take, either in location or construction, it cannot be expected that 
breaches can be prevented. This fact requires that the canal shall be under 
constant observation. It will be essential to have patrolmen, with distances 
of eight or ten miles or less under their care. These men will be able to 
repair slight damages, and in some cases prevent serious embarrassment by 
timely attention. 

The arrangement of reservoirs, however, assures that the city supply shall 
not be interrupted by temporary breaches of the canals. 

When the consumption of the city shall require further supply, a second 
conduit may be laid. 

The canals are proportioned for 100 millions of gallons daily, and it will not 
be necessary to provide new canals until the iron conduits require 100 millions 
of gallons. 

The canals having a fall not less than six feet per mile, the velocity will be 
about three miles an hour. 

The temperature of the water will be well preserved. 

The mean velocity of the water in the pipes will vary in different cases, on 
either side of four feet a second, which may be taken as an average. 

The conduit line will require a police force to patrol it, a man to every ten 
or twelve miles. With communication between these men by telegraph, it 
would be possible to concentrate several at any point, where their attention 
was specially required. A keeper will be required at each of the reservoirs, 
including those in the mountains. Foremen will be required to oversee such 
divisions as it may be expedient to create. Perhaps three divisions would be 
required — one for the canal, and two for the iron conduit lines. The foremen 
would receive instructions from a superintendent of the whole line. 

It will be apparent that the expense of police and maintenance will bear a 
pretty close relation to the length of the line. The expense of the city of&ce 
and its administration will be about the same for all lines. 
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THE SAN JOAQUIN RIVER. 

The San Joaqnin, after it has received its lower tributaries, is next to the 
Sacramento the largest river in the State of California. In the lower half 
of its length it flows to the north and unites with the Sacramento in a com- 
mon delta. Its main basin, whether regarded as to area or to the quantity of 
drainage, lies to the east of the river and includes the western flanks of the 
Sierra. The length of this area measured along the crest of the Sierra Nevada 
is in excess of one hundred miles, and the breadth of the mountain from 
the plains to the summit is fully sixty miles, so that the area of mountains 
which contribute to the flow of the river from the east is quite six thousand 
square miles. Its principal tributaries are the Merced, the Tuolumne and 
the Stanislaus rivers. 

The general characteristics as to topographical features, geological structure 
and timber, are similar to those which have already been described as belong- 
ing to the Mokelumne and the American rivers. The granite is however more 
prominent and less mingled with basaltic rocks than in the more northerly 
districts. Within this drainage basin are found the highest peaks of the' 
Sierra. 

The meteorological conditions, except as varied by the greater height of the 
mountains, are probably identical with those already described. 

In seasons of high freshets the overflow of Tulare Lake, which receives the 
drainage of King's and Eem rivers, escapes by Fresno Slough into the San 
Joaquin, but ordinarily the capacity of Tulare h&ke is sufficient to retain its 
own drainage water. The river is subject to the changes of volume, which 
are common to the streams coming from the SieiTa Nevada. It has as a 
rule two high water stages in the course of the year — one in December or 
January, due to the rainfall on the lower part of its basin, and the other in 
May or June, which is caused by the melting of the snow in the higher re- 
gions of the Sierra. After this summer maximum the river steadily declines 
in volume until about November, when it again begins to rise. The quantity 
of water in the river in its higher or even in its ordinary stages is many 
times in excess of any city requirements. We are, however, without any 
accurate knowledge of its flow in the low stages. 

We have seen the drainage of the Mokelumne reduced to 50,000 gallons a 
day from a square mile of area. Applying the same rule to the San Joaquin, 
its lowest flow may be expected to be something like 300 millions of gallons 
daily. The influence of the high belt of mountains comprising Mts. Whitney, 
Lyell and others, within the district which is the highest in the Sierra, would 
naturally tend to give a larger flow in the low stage than belongs to the rivers 
to the north, which do not drain such high levels. However this may be, 
there seems to be no reasonable cause for doubt or apprehension as to the 
river supply, without the aid of storage reservoirs. 

For about one hundred miles measured in a right line above the junction 
with the Sacramento, the San Joaquin flows through a plain bordered for a part 
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>f its course by overflowed lands which support a growth of tule, while on 
dther side the fertile lands of the yalley rise with a gentle slope of eight or 
ien feet to the mile to the foothills of the Sierra on one side and to the Mt. 
Oiablo range on the other. These lands are all under priyate ownership, and 
ire used either in the cultivation of cereals or for grazing purposes. The 
rainfall in the plains is, however, as a rule smaller than in other valleys of 
Jne State, and this is particularly true of the west side. The small rainfall 
nakcs the cultivation of crops very uncertain, and has led to the introduction 
>f irrigation. This system of cultivation is as yet in its infancy, but we may 
expect it to grow with tolerable regularity until the whole of the eastern 
Plains between the foothills and the river shall be irrigated. Investigation 
3.as shown that the mountains supply an abundance of water for this purpose, 
nore than will probably ever be applied. 

The situation on the west side is less favorable. The Mt. Diablo range is 
doth lower and drier than the Sierra. Little or no precipitation occurs in 
ihe form of snow. The drainage from these hills is therefore rapid, and for 
the greater part of every year there is no water in the river beds. The San 
Toaquin and Tulare Lake must supply the water which is to irrigate this side 
of the valley. The absence of streams on the west side requires a larger and 
more expensive system of canals than will be necessary for the east side. It 
IS, however, to be expected that this side of the valley will within a few 
years be extensively irrigated. 

A certain but not large amount of mining is done on the Tuolumne and 
Stanislaus rivers, and the detritus enters the rivers and discolors them to a 
certain degree. 

The lower part of the river is affected by the tides, which produce about the 
same changes of level as are observed in San Francisco Bay. These changes 
of level extend as high or higher than the points where it is proposed to di- 
vert the water for the city use. This action shows itself at these points, 
however, merely in the rise and fall. The water is so far as is known always 
fresh. The highest points to which the salt water extends in these rivers, 
and the variations in this respect if any which occur in seasons of maximum 
and minimum rainfall, have never received full investigation; but we have no 
reason to believe that the water at the point of diversion is ever salt or 
brackish. 

The quantity and quality of water, as they may be affected by a complete 
system of irrigation — by the growth of tule on the banks — by the presence of 
a considerable agricultural population in the valley, with its proportion of 
towns and villages — and by mining^are questions of importance which can- 
not be passed unnoticed. 

The Commissioners visited the proposed point of appropriation on Old 
River, in March of the present year, and in so doing they passed in daylight 
up the river from Antioch. At the latter point the water was very much dis- 
oolored, and the appearance of the river might perhaps be called tawny. In 
ascending the river this appearance underwent a perceptible change for the 
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better, and at the proposed headworks the color had almost entirely disap- 
peared. There was, however, a slight whitishness or turbidity at this point, 
which hardly perceptible by itself, became quite noticeable when compared 
with perfectly clear water. This appearance is noticed in the analysis by 
Professor Price, which will be referred to hereafter. This turbidity is the 
measure of the effect of the mining operations, and if the occasion of the visit 
by the Commissioners can be regarded as a test on this point, the objection 
can hardly be regarded as serious. In the Old River the action of the tides 
in alternating the direction of the current, turning it up and then down, and 
in varying the velocity, has doubtless the effect of causing a deposition of a 
large part of the detritus, which under other circumstances would be held in 
suspension. If any objection can be founded on the presence of mining it 
can be met by a storage in reservoirs or by a simple system of filtering, which 
will at the same time remove any floating vegetable matter in the water which 
may result from the presence of tule. 

The questions which concern the irrigation and the presence of a large 
population in the valley are of more importance. 

The effect of the abstraction of large volumes of water from the rivers— for 
the purposes of irrigating adjoining lands — on the flow at points a few miles 
below the diverson, is discussed at some length in the report of the United 
States Commissioners of Irrigation, published in 1874. The experience in 
Italy and India, as observed and discussed by their ablest engineers, seems to 
dispose of this portion of the subject in a thorough manner, by proving that 
the water is returned to the rivers in so large proportion that the quantity a 
few miles below appears to be undiminished, either absolutely or only in 
small degree. 

This conclusion is somewhat at variance with preconceived notions, but 
there can be no doubt of its soundness. Indeed we have a very apt illustra- 
tion of its truth in the water production of Lake Merced, which is elsewhere 
discussed in this report. This Lake receives its water under conditions 
almost identical with those which will apply to the San Joaquin when the 
adjoining lands shall be irrigated. The rainfall on the Lake Merced basin 
percolates through a sandy soil until it •reaches the underlying impermeable 
stratum, along which it trickles protected from evaporation until it reaches 
the Lake. The plain on the east side of the San Joaquin is underlaid by a 
similar stratum, which gives reason to hope that the water supply in the 
main liver will actually be increased in the low stages by a systematic irri- 
gation, which will use the water in its season of abundance and restore the 
greater part to the river by degrees later in the season. 

The question of the quality of water as affected by drainage and sewage 
from highly populated and cultivated districts, has been the subject of much 
discussion. This point has at present little importance, inasmuch as the San 
Joaquin Valley is very sparsely inhabited, but we may expect to see a large 
population here at some future day. 

An elaborate inquiry was made by a Parliamentary Commission within the 
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last seyen or eight years in reference to the Thames, from which the greater 
part of the supply of London is derived. The points of appropriation 
are above the city, but within a few miles of it. The drainage basin above 
the point of appropriation contains several large towns, such as Oxford, 
Aylesbury and Heading, each containing over 25,000 people, the sewage of 
which was until recently discharged into the river. The arable land was and 
is habitaally manured, and its drainage necessarily goes to the river. The 
total area above the point of diversion of the water is 3,675 square miles, and 
the population numbers about one million. The unfavorable influences 
which these causes have exerted on the water of the river have been borne by 
the large population of London for generations, without any well established 
epidemics or general unhenlthiness of the inhabitants traceable to the impur- 
ity of the water. 

This broad statement of the facts affecting a population of 3,000,000, exist- 
ing through a series of years, is sufficient at least to create the presumption 
that whatever noxious influences may be exerted by the causes under discus- 
sion, they may be substantially eliminated by natural or artificial means. 
In the case of the Thames, the purification of water polluted by sewage 
above is brought about by natural causes. The organic matter appears to be 
oxydized during the natural flow of the water, partly by the presence of air 
in the water and partly by the action of aquatic plants and animals, which 
have the effect to destroy all noxious elements in the course of ten or twelve 
miles or even in a less distance. 

It is asserted by some authorities that when sewage is present to the extent 
of one-twentieth of the flowage of the river, it becomes undiscoverable after 
flowing ten or twelve miles. In cases where the flow is rapid and aeration is 
ensured by a disturbed condition of the surface, even a larger proportion than 
one-twentieth may be received into the water and undergo combustion by 
oxygen, leaving behind no noxious elements. 

It was further established in this inquiry that the most refined methods of 
chemical analysis failed to detect any injurious element in the Thames water 
due to sewage. On the other hand the opinion was advanced by high author- 
ity that the germs of cholera and typhoid fever, once discharged into the 
river, might escape destruction or even detection, and in this way servo to 
propagate these terrible diseases. The Commission did not consider this 
proposition to be proved, neither was it disproved, and they recommend fur- 
ther inquiry on this point. 

Their conclusion was decidedly favorable as to the quality of the Thames 
water. 

Some persons go so far as to assert that potable waters should be absolutely 
uncontaminated, either by human sewage or by drainage from cultivated 
fields. The adoption of this conclusion would as a general rule demand, that 
in order to preserve the health of the city population the drainage ground 
from which the water is derived should be kept uninhabited. This condition 
is plainly impossible of fulfillment. There is hardly a city in America but 
comes within the ban of this opinion. 
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Withoat any desire to be decisiye on this point it seems reasonable to infer 
from the wide experience of yarious cities, that there is a certain amonnt of 
contamination, in reference to the flowage of the district, which is permissi- 
ble and which is not injurious, or which corrects itself by natural causes. It 
i» a question of degree, and so far there do not appear to be any well estab- 
lished proofs that the limit of safety has in any case been passed. If any- 
where, we must expect to learn this first in the case of London, and perhaps 
next in Philadelphia, and in the towns which derive their supply from the 
Hudson. 

The analysis of the San Joaquin water by Professor Price, (see page 88,) 
and the comparisons instituted by him with other waters, convey a clear 
opinion as to its quality. Its softness is a decided advantage for steam and 
manufacturing purposes. The sample of water which gave this analysis was 
taken from the river at the site of the head works in the month of December. 
It is desirable to have an analysis of water taken in the later hot months, when 
it Tnay be expected the worst effects of vegetable matter will be presented. 

The coming autumn will also be a favorable time to determine whether 
there is any mingling of the salt water with fresh at any point in the vicinity 
of the headworks. The small amount of snow in the mountains may be ex- 
pected to result in an unusually low stage of the river in September or Octo- 
ber, when it is probable the salt line will be found to move up stream. 

The mere fact that a river with an active current flows through a marshy 
country for a portion of its course, is not of itself a sufficient cause for con- 
demning the use of its waters. If the water is bad, the evil results from the 
presence in it of one or more ingredients, either mineral or organic. There 
is but one reliable way to ascertain these ingredients both as -to quality and 
quantity, and that way is by the processes of chemical analysis. When these 
ingredients are measured and stated, their hygienic relations can be discussed 
by medical men and others competent to give an opinion, with every prospect 
of a satisfactory conclusion. 

Until the contrary be proved or made probable the presumption is fair that 
all large bodies of water drained from the Sierra are good. 

We can now pass to a description of the means by which this water can be 
introduced into the city. 

The distance in an air line from the city to the river is about forty-five miles> 
but between us and the river lies a high range of hills, through which the 
lowest Pass, namely Livermore, is 740 feet above the sea. The Bay of San 
Francisco also intervenes, and these two circumstances give rise to the greater 
part of the expense involved in the introduction of the San Joaquin, for they 
lengthen the route from 45 miles on the shortest line to 134 in one case, and 
to 85 in case the water is brought over Livermore Pass. 

The Mt. Diablo range of mountains ends with the delta of the San Joa- 
quin, so that it is possible to carry the water around the northern end of the 
mountains. It may also be forced over Livermore Pass; and these are the 
projects which have been submitted for your consideration. Both of these 
projects require a pumping system. 
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The first project to come under consideration has been worked out with a 
high degree of intelligence and industry by its projector, W. B. Hyde, 0. E. 
His inyestigations have taken a wide range and haye in a great measure facili- 
tated the examination of the project, which is in some respects novel and 
quite extensive in its details. 

The point of appropriation is at Indian Slough, just above its junction 
with Old river. This point has the advantage of the settling process, which 
has already been attributed to the action of the tides. A suitable system of 
head works is to be established at this point, to permit 100,000,000 gallons 
daily to enter a wooden conduit, which is placed with its roof one foot below 
the low water plane. This conduit is 10}^ feet in diameter and 12 miles in 
length. Its lower extremity is in the receiving basins at Marsh's Landing, 
where a set of pumps is established. The function of the conduit is simply 
to convey the water to the pumps. The conduit will be laid in a trench exca- 
vated in the tule land, and placed always below the level of the water in the 
river. Being always wet, the wood will be as durable as any other material, 
and more so than iron. 

From the receiving wells a wrought iron conduit G'% feet in diameter ex- 
tends fifty-seven miles to Oakland, at which point it is only five miles from 
San Francisco; but in order to reach the city by land it is extended around 
the southern end of the Bay by way of Alviso, and follows the west shore to 
Sierra Point where the San Bruno mountains abut on the Bay, through an 
additional length of 67 miles, making an iron conduit 122 miles in length. 
Adding 12 miles of wood, the total length is 134 miles. 

At Sierra Point the water is discharged into a receiving reservoir 28 feet 
above low water, at an elevation of 33 feet higher than the wells at Marsh's 
Landing. The pumps at the latter point must therefore lift the water to this 
height, increased by the head necessary to overcome the resistance to flow in 
the pipe. This latter element of the lift increases rapidly as the consumption 
grows. 

Arrived in the receiving reservoir, the water is forced by a second system 
of pumps to reservoirs at any heights suitable for the city supply. The city 
occupying different levels, the reservoirs would have different heights. It 
is estimated that a height of 175 feet will be sufficient for the supply of 
three-fourths of the population, with a good working pressure in the street 
mains. 

It should be remarked that an alternative proposition by the same author is 
before you, by which the Bay is crossed in an iron tunnel to be laid in a 
trench excavated in the mud. The construction is novel, and has never been 
used either here or elsewhere^ It involves some features of doubtful safety, 
which if they do not condemn the project at least cause a safer route to be 
preferred at greater expense. The tunnel has been discussed in connection 
with other modes of crossing the Bay. A safe tunnel from Oakland would, 
however, save 67 miles of conduit, and would also save pumping at Marsh's 
Landing to the height necessary to force the water through the additional 
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length of pipe. This last element is inconsiderable in the early stages of 
supply, but it increases with accelerated importance as the consumption 
attains larger dimensions, as will hereafter be made apparent. 
In the aboye is incladed the outline of the system. 

The pumps at Marsh's Landing are designated as low service, and those at 
San Francisco as high service. The type of pump proposed is the Worthing- 
ton. This pump has a history in the records of a number of Eastern cities 
which enables us to know what to expect of it. It has never given so high a 
duty as some other engines, but its simplicity and convenience have given it 
a well deserved reputation. The question as to the character or type of pump 
to be preferred may remain open for future discussion, but all the calculations 
which follow are based upon the use of the Worthington pump. 

It is sometimes asserted that a gravitation system is in itself to be preferred 
to a pumping system. The choice between them must, however, be held to 
rest upon their relative economy. It is a sound proposition that, other things 
being equal, the cheapest is the best for the interests of the community. 
To the people it makes little difference whether the water rates go to pay for 
coal or for interest, but they are very much concerned in the amount of 
these water rates. 

The route of the iron conduit is by way of the shore line of the Bay, passing 
through or near Antioch, Martinez, Oakland, Alviso and Menlo Park, to 
Sierra Point. The line will be generally but a few feet above high-water 
mark. The country through which the line passes is generally favorable, 
being a plain, sloping gently to the Bay. The portion of the line on the 
Straits of Carquinez, five or six miles in length, is precipitous and will give 
rise to some difficulties. The pipe will be laid in a trench and covered with 
four feet of earth. In passing along the face of the bluffs which form the 
shore of the Straits of Carquinez, the line \jrill generally be inside of the rail- 
road, and a considerable portion will be made up ot short tunnels. 

Small streams will be passed on a masonry culvert, the drainage passing 
below. Lai'ger creeks may be passed on a bridge. Navigable channels, such 
as Oakland Harbor if it is crossed, must be passed either by a syphon or 
preferably by a tunnel. The line may pass in rear of the head of Oakland 
Harbor. 

In all cases where the pipe is not in a trench, it will be covered from the 
direct action of the sun by a wooden roof. The pipe may be either riveted 
or welded. If riveted, the longitudinal seam will be double. The round 
seam will be made with butt-joints, covered by a T strap riveted on, which 
occurring at least every four feet will add the necessary stiffness to the pipe. 
These pieces will be joined in this way in convenient lengths of about 24 feet, 
which will in turn be united in the trench by a flange joint with a ring of 
rubber packing, or by a bell joint, as may be found most advisable under the 
circumstances of the foundation. 
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The works, which are offered to the city for the sam of $13,000,000, are as 
follows, namely: 

The HEADWOBEs and conduit 12 miles long, leading from headworks to 
Marsh's Landing, capable of carrying 100 millions of gallons daily. 

Two BECEiTiNa WELLS in brick masonry at Marsh's Landing, arranged with 
parts and connections necessary to sastain a delivery of 100 millions of gal- 
lons daily. 

Bbice engine and boileb houses at Marah's Landing, arranged to accom- 
modate Worthington machinery capable of deliyering to San Francisco 40 
millions of gallons daily. 

Low sebyige pumping maohineby snfficiei^ to deliver 20 millions of gallons 
daily. ' 

Whabf, wooden tenement buildings, goal sheds, as described in their 
proposition. 

An ibon conduit 63^ feet in diameter, 122 miles (more or less) in length, 
double riveted, to carry — with a strain not exceeding 12,500 lbs. on the sec- 
tional inch — 15 millions of gallons per day. 

Such STOP GATES, AiB VALVES and BLOW-OFFS as may prove to be necessary. 

At or near San Francisco a beceiving besebvoib, size not definitely stated. 

City pumping machineby for delivering 20 millions of gallons to the dis- 
tributing reservoirs or to the city mains. 

FiBE-PBooF ENGINE HOUSES Sufficient to accommodate machinery for 40 
millions of gallons daily. 

Coal whabf, with suitable arrangements for transferring coal economically 
to the coal sheds. 

A telegbaph line to the headworks. 

It is understood from papers filed with the Commissioners, although it is 
not directly stated in the proposition of the Company, that the Company is 
prepared to supply a conduit with a welded straight seam, capable of stand- 
ing a strain of 18,000 lbs. to the sectional inch, instead of the double riveted 
seam. The maximum delivery of the pipe, having the same thickness of 
iron, with an allowed strain of 18,000 lbs., would be increased from 47 to 55 
millions of gallons daily. 

It will be understood that when the consumption reaches 20 millions of 
gallons a day it will be necessary for the city to increase the pumping power, 
both at Marsh's Landing and at San Francisco, and continue to add to it as 
the consumption grows. 

The capacity of the conduit being 55 millions of gallons, it will be neces- 
sary when this consumption is reached to increase its carrying capacity. This 
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may be dotie without duplicating the whole conduit at once, but by duplicat- 
ing it in sections, thus saving a considerable interest account on capital ex- 
pended. The first duplication may be made of 51 miles on the lower end of 
the conduit. This will consist of another conduit laid alongside of the first, 
and united to it at a point 51 miles from Sierra Point. The lift at Marsh's 
Landing will be so reduced by this duplication that 68 millions of gallons a 
day may be passed within the prescribed limit of pressure. 

At this period of consumption it will be necessary to make another ex- 
tension towards Marsh's Landing. Extending it 34 miles we will have the 
line duplicated on 85 miles, and the delivery can now be as much as 82 mil- 
lions of gallons. 

When this consumption is reached the remaining 37 miles may be added, 
which will give a capacity of 110 millions of gallons a day. 

A somewhat shorter extension would limit the capacity to 100 millions of 
gallons, which is the estimated delivery of the conduit from the headworks to 
Marsh's Landing. 

The first extension adds 12 millions of gallons a day to the delivery. This 
will probably meet the growth of the city for eight years. The second exten- 
sion adds 14 millions of gallons, which would serve perhaps for 10 years 
more; and the third, supposing the delivery limited to 100 millions of gallons, 
would suffice for perhaps 12 years. The extension of the conduit would 
therefore be extended over 18 years. If it were necessary to duplicate the 
whole conduit when a consumption of 55 millions of gallons is reached, it 
is plain that the works would have thereafter to bear the interest on the whole 
cost, whereas by the proposed arrangement the expenditure can be limited to 
three or more equal parts, upon which interest will accrue only as the con- 
sumption requires. This is a manifest advantage, in a financial point of 
view. 

The work of the lower service pumps will result from the following consid- 
erations: 

To enable the conduit to deliver 10 millions of gallons a day the fall in 122 
miles will be 6% feet. Twenty (20) millions of gallons a day will require a 
fall of 27 feet, and 55 millions of gallons a fall of 200 feet. Liasmuch as the 
point of delivery near San Francisco is 33 feet higher than the inlet valves of 
the pumps at Marsh's Landing, all the water will have to be lifted to this 
height plus the head required to cause the necessary flow. 

The following table states the pump lift and the corresponding effective 
horse-power of the low service engines for different rates of delivery : 
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TABLE I. 
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The accompanying profile is approximately correct as to the line of. the 
conduit, and illustrates the pressures which will be un the different parts of 
the pipe under the maximum delivery of 55 millions of gallons. The thick- 
nesses of the pipe in its different parts are also shown. 

The scheme of low service pumps and boilers in action and reserve, the 
consumption of coal, and other expenses proposed by the Company for differ- 
ent deliveries are shown in Table 2. 

The consumption of coal results from an hourly allowance of 7 lbs. of Mt. 
Diablo screenings to each horse-power. The cost of screenings is assumed 
to be $5.25 per ton average for both stations. 

The tables that follow No. 2 represent the position assumed by the San 
Joaquin and San Francisco Water Works, in all matters that affect the cost of 
pumping. Taken in their order of sequence they will readily be understood. 

The cost of pumping appears to be fairly estimated in these tables. Some 
question may perhaps be raised as to the smallness of the labor account. 

The San Francisco service is calculated on the basis that % of the supply 
is delivered at a height of 170 feet, ^ at a height of 250 feet, and ^ at a 
height of 350 feet. These elevations with a proper pipe system will be en- 
tirely adequate for aU purposes. 
7 
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I EXPENSES OF FCMPINO AT THE LOW SERVICE WOREB. 



1 
t 
1 


i 




4 
II 


i! 


4 

i 
s. 


si 

ij 


III 
^3 


i 


1 


si 


h 

"1 




•1 
i 




s 


70 


H.™ 


$6420 


WT72 


«07 


J4lrffl 


$101 11 
as 00 


i 


1 




:; 


4a 90 




2 70 


TO 30 


so 


810 


;; 




30 67 


:: 


1 M 


31 oa 








TWO 








37 OS 


















99 














32 48 
















30 Ml 


3S 
























26 41 






31 at 




1187 












3S3S 




430 














29 
















SO 














34 1» 


































33 




























60 




















at 














n 28 




8B9 


i; 


;: 


WM 


:: 


40 


20 19 


SB 














JHSJ 


40 


OW 


!; 


12,730 


13 17 


flVo 


04 




'd 


183 


;; 


';: 


10 77 


:; 


60 


1R96 














4e 




46 


320 


]; 


16,870 


11 79 


■i 




1122 


4T 


in 


;: 




wn 


;; 


i 


Si 


« 


fleo 






























til 




























































30 




















H 


MSB 


" 


'■ 


na 


■' 


30 


13 06 



SAN JOAQUIN EIVER, 
TABLE IV. 
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The general arrangements by which the water is delivered to the city appear 
to be practicable, convenient and simple. The conduit becomes assimilated 
to a reversed syphon by the fact that it is placed under pressure by the action 
of the pumps. This pressure is relieved when the pumps cease to act. The 
pressure on the conduit increases as the head, against which the low service 
pump acts, increases. This pressure does not become important until the 
delivery becomes considerable. 

The question of admissible strain on the conduit enters here as in the other 
lines. A welded pipe is assumed to stand a strain of 18,000 lbs. per sectional 
inch. A factor of safety oi 2% has been' required for the gravitation lines. 
A similar rule applied in this case would require the straight seam of the 
welded pipe to have a strength of 45,000 lbs. to the sectional inch. If the 
strength of the seam were less, the strain of 18,000 lbs. would be inadmissible. 
The manufacturers of these welded tubes claim to make the joint as strong as 
the iron. This strength would have to be assured by test. The strength of 
the portion of the conduit which receives the shock of the pump will probably 
require an increase. This shock is very much reduced by the peculiar action 
of the Worthington Duplex pump. 

With gates and exit valves every four or five miles, it is thought that the 
water may be controlled and regulated with safety, so that any portion of the 
conduit needing repair can be entered and examined. 

A telegraph line would be with this as with the other lines indispensable. 

The details of this work would be very numerous. The style of headworks, 
the arrangement of the receiving tanks, foundations and joints of pipes, 
arrangements of gates, and many other points of importance, would neces- 
sarily be left to future adjustment. 

Since the preceding scheme was prepared and described a physical change 
of an important character has taken place in the San Joaquin River, which 
afifects the project in some degree and which therefore deserves notice. 

The map shows the San Joaquin just below Banta to divide into three 
channels, separated by islands several miles in width. Old River is the west- 
erly channel. It has until within a few months been closed at its head by 
a raft or obstruction, which prevented the river water from entering at its 
head except in very high stages of the river. It received its water lower 
down, by sloughs connecting it with the main river. This circumstance gave 
to the site of the headworks a certain advantage in settling the sediment, 
which is borne in high stages of the river or which is due to mining. 

The obstruction at the head of Old River has, however, recently been re- 
moved in the reclamation operations which are in progress on the islands, and 
the river water now flows down Old River in the same way as through the 
other channels. The water in Old River now must be regarded as subject 
only to the same influences as the other river water. The action of the 
tides in alternating the current or in varying its velocity must still serve to 
favor a deposit of suspended matter, but the time during which any given 
quantity of water is subjected to this action has been probably reduced by 
the change in the channel. If then it shall appear that the advantage of nat- 
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oral settling has been in part lost, it may be necessary to provide for the 
artificial clearance of the water. It is thonght that the most practicable way 
of bringing abont this resnlt will be found in the increase of reservoir capacity 
at Marsh's Landing. Something will be g^ned by the arrangement of the 
conduit with wells for settlement at intezrals along the line. 

At St. Louis, where the muddy water of the Missouri is pumped for city 
uses, it is first delivered into settling tanks which hold one day's supply. 
After one day's rest in these tanks it is pumped again to the mains for use. 
It is thought that if the receiving tanks at Marsh's Landing are constructed 
of sufficient capacity to hold five or six days' supply, with such relief as may 
be necessary for the proper cleaning, all objection resulting from the changed 
conditions in the river at the headworks will be satisfactorily obviated. 

ANALYSIS OF THE WATEB OF THE SAN JOAQUIN BIVEB, BT PBOF. THOMAS 

PBIOE. DECEMBEB, 1876. 

The water has » gllght turbid appearance when first taken oat of the river. On standing 
in a vessel for a short time it settles and becomes very clear. 

CoMPOsrnov pkb Gaixom or 331 Oubzo Inches. 

Carbonate of Lime 1.607 grains. 

Oarbonateof Magnecda 377 " 

Sulphate of Lime 1.133 •• 

Chloride of Sodium 1.688 " 

Potash, Iron and Alumina Traces. 

Silica 102 •• 

Organic Matter 1.006 " 

Total 6.913 grains. 

Hardness before boiling 8^<» 

Hardness after boiling 2^ 

Free Ammonia p«r gallon of 231 cubic inches 0025 graina. 

Albumenoid Ammonia per gallon of 231 cubic inches 0016 ** 

Nitrates Traces. 

Matter held dt Suspevsioit peb Gallon of 231 Cctbzo Inches. 

Organic Matter .016 grains. 

Inorganic Matter 018 



ft 



.033 grains. 
From the foregoing analysis it is evident that the water is of a very superior quality, for 
both industrial and domestic purposes, being free from all objectionable ingredients that 
could in any way affect the health of persons using it. 

The very smKll quantity of inorganic matter contained makes it a most valuable water 
for steam purposes. 

COMPABISONS WITH OTHEB WATERS. 

Cboton Wateb, New Yobk, Analyzed bt Db. Chanoleb. 

Grains per Gallon 
of 231 cub. inches. 

Chloride 'of sodium 0.402 

Sulphate of potassa 0.179 

Sulphate of soda 0.260 

Sulphate of lime 0.158 

Bicarbonate of lime 2.670 

Bicarbonate of magnesia 1.913 

Silica 0.621 

Alumina and oxide of iron trace 

Organic matter 0.670 

Total 6.873 
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SOUBOS. 



New York (Croton) 

New York (Croton) 

New York (Croton) 

New York (well west of Central Park) 

Brooklyn (Bidgwood) 

Boston (Cochiiuate) 

PMladelphia (Fairmoont, Schuylkill) 

Philadelphia (Delaware) 

Albany (hydrant) , 

Troy (hydrant) 

Otica (hydrant) 

Syracnse (new reservoir) 

Cleveland (Lake Erie) 

Chicago (Lake Michigan) 

Bochester (Genesee Biver) 

Schenectady (street well) 



Inorganic 
Matter. 



New York, Jersey City, Hoboken and Hudson City) 
(Passaic River) .) 



Trenton (Delaware River) 

London (Thames Biver) 

London (street well) 

DubUn 

Paris (Seine above city) 

Amsterdam (Biver Yecht) 

Amsterdam (deep well) 

San Francisco (well on Market street).. 
San Francisco (Spring Valley hydrant) 
Clear Lake 



Gndnsper 
Ghdlon. 



3.90 
S.Sl 
4.11 

38.96 
3.87 
3.40 
2.80 
3.98 
8.47 
6.09 
6.60 

12.13 
4.74 
6.62 

12.02 

46.88 

4.68 

2.93 

16.66 

90.38 

1.77 

7.88 

14.46 

64.65 

44.26 

7.42 

7.38 



Organic 
VolatUe 
Matter. 



Grains per 
Gallon. 



0.66 
1.14 
0.67 
4.66 
0.69 
0.71 
1.20 
0.65 
2.31 
1.34 
0.96 
1.80 
1.63 
1.06 
1.23 
2.33 

2.86 

0.66 
0.83 
9.69 
1.34 
1.00 
2.13 
4.88 
2.16 
0.78 
1.97 



Total 

Solid per 

Gallon. 



Grains per 
Gallon. 



4.66 
4.46 
4.78 

43.60 
3.92 
3.11 
3.60 
3.48 

10.78 
7.43 
6.46 

13.93 
6.27 
6.68 

13.26 

49.21 

7.44 

3.48 

16.38 

99.97 

3.11 

8.83 

16.68 

68.93 

46.40 

8.20 

9.36 
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ANALYSIS OF WATER SUPPLIED TO THE CITY OP LONDON. 
Bt DBg. Fbanklahd, Lxthbt and HomcANH. 



Oarbonate of lime 


6.26 
2.68 
0.01 
0.87 
1.38 
1.20 


8.13 
1.83 
0.68 
1.21 
1.41 
0.74 


6.61 
8.82 
0.03 
2.73 
2.80 


3.96 


Sulphate of lime 




Nitrate of lime 


0.06 


Carbonate of maffnesia 


2.83 


Chloride of sodium 


6.23 


Sulphate of soda 

Chloride of Dotassium 


12.11 


0.36 
0.56 


• 


Sulphate of potassa 


0.89 


1.00 


1.12 


Carbonate of potassa 


1.44 


Silica 

Iron, alumina and phosphates 


0.40 
Trace. 
Trace. 

2 23 


0.60 

0.38 

Trace. 

3.30 


0.61 
Trace. 
Trace. 

2.10 


0.06 
Trace. 


Ammonia 


Trace. 


Orgi^nin m^ttAr, -...,. , 


1.47 






Total residue per sallon 


16.82 


19.08 


23.61 


28.28 







ANALYSIS OP OLEAB LAKE WATER BY THOMAS PRICE, OF SAN FRANCISCO. 

Grains per Gallon 
of 231 cub. inches. 

Carbonate of lime 2 .654 

Carbonate of magnesia. 2.683 

Carbonate of soda 0.728 

Alumina and iron 0.012 

Chloride of potassium 0.261 

Chloride of sodium 0.342 

Sulphate of lime 0.341 

Silica 0.464 

Organic matter 1.970 

Boracic acid.. trace. 

Phosphoric acid trace. 

Total solids 9.365 



Obganio Matteb. 

Free ammonia 0.0034 

Albnmenoid ammonia 0.0012 

Contains only very minute traces of nitrates and nitrites. 

CONOLUBIOirB. 

It is apparent from the foregoing that the composition of the San Joaquin River water 
compares most favorably with that supplied to other leading cities of both hemispheres, 
and for domestie purposes is in no way inferior to the waters of the Sierra Nevada 
Mountains. ' 
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»PLY PROM THE SAN JOAQUIN RIVER BY WAY OF 

LIVERMORE PASS. 

te is more direct than the one just described. Instead of heading 
dn6, it proposes to cross them. The length is 84 miles which 
ilea in conduit, as compared with the other roate. 
ect consists in the establishment of pamps at Moore's Landing on 
aquiii, Old River, about nine miles above the headworks of the 
Joaqnin project. The pumps are to force the water over Livermore 
5h is 735 or 740 feet above the low water in the river, through a 
I nine miles in length, having a diameter of 54 inches. At or near 
:he water is delivered into a reservoir having an estimated capacity 
lillions of gallons. A conduit of wrought iron, 75 miles in length 
hea in diameter, is to connect this reservoir with a city reservoir 
50 feet elevation. The fall will be 3^ feet per mile, 
ready beea established that a height of 300 feet is the more desir- 
}onomical for the level of the discharge in the city. This fact will 
9 advantage of the project, in lessening the size of the conduit or 
Qg its discharge. 

) seen that the project contemplates both gravitation and pumping, 
of the conduit from Livermore Pass to the city is identical with 
ines which cross Livermore Pass. The project proposes to deliver 
\ of gallons daily. 

nabled to compare the actual amounts of work which the pumps 
r 6qual deliveries, in the two >an Joaquin projects. Recalling the 
9 low service works necessary to force the water from Marsh's 
> San Francisco, and allowing 200 feet for the mean lift at San 
we have the foUowiug tabid of work in million foot gallons, for 
imption running from 10 to 25 millions in steps of five millions, 
dso includes the corresponding items for the Livermore Pass route, 
he water is lifted 740 feet. 



San Joaquik and San Francisco W. W. 


LivKRMOBB Pass 
Route. 


Work in Mill.-Foot-Galls. 


Total Work 

in 

Mill.-Foot-Galls. 


Total Work 


Low Service 
Pumps. 


San Francisco 
Pumps. 


in 
Mill.-Foot.Gall8. 


397 


2,000 


2,397 


7,400 


705 


3,000 


3,705 


11,100 


1,200 


4,000 


5,200 


U,800 


1,875 


5,000 


6,875 


18,500 
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From this we see that the actual pamping work by the Livermore Pass is, for 
each stated delivery, more than twice that required for the longer route by 
Antioch and Oakland. The labor and interest account will, however, be less 
by the Livermore Pass route than by the other. 

Now, what will it cost to raise a million of gallons 740 feet high? 

The height consumed by friction for the full amount of 25 millions of gal- 
lons daily is 24 feet, making a total height of 764 feet. 

In the discussion upon the Laguna de la Merced, the cost of pumping in 
various cities will be stated. There are great differences in the cost at different 
places. Local .circumstances doubtless have a very considerable influence. 
The lowest price is at St. Louis, and was 5.18 cents for a million of gal- 
lons raised one foot. This cost is regarded as unusually low, even for St. 
Louis. It is understood that coal was obtained at cheaper rates than usual. 
It will be understood that coal is the principal element of expense in pump- 
ing operations. 

In a comparison with the work in Eastern cities, the circumstances of the 
high lift in this project is the only point which is favorable, as far as cheap- 
ness per foot raised is concerned. In all other respects — cost of coal and 
labor, repairs and oils — the case compares unfavorably with most Eastern 
cities. The coal is not only higher in price than at most points in the East, 
but it is not so good. 

There are no exact comparisons with other coals by which the value of Mt. 
Diablo screenings, which is the fuel proposed, can be ' determined . The hourly 
consumption per effective horse-power has been placed in the discussion on 
the other San Joaquin problem at seven lbs. The effective horse-power 
required to lift 25 millions of gallons per day to the height of 764 feet, is 
3,360. The daily consumption of coal will be 252 tons of 2,240 lbs. The 
coal costs at the wharves of the Mt. Diablo mines $4.50. It may be 
assumed to cost $5.25 delivered at the pumping station. Adopting the same 
general scheme of labor, light, oil, waste and repairs, estimated at four per 
cent., it will be found that the cost of pumping a million of gallons one foot 
high, including the friction head, will be 7.9 cents, when the engines are used 
to the full capacity; or, otherwise stated, the cost of raising one thousand 
gallons to the height of Livermore Pass through the proposed force main will 
be 6.03 cents. When the engines are running at less than the full capacity 
the cost will be somewhat increased. The want of exact experiments showing 
the value of the Mt. Diablo screenings forces an assumption of some value 
upon which to base discussion. The experience of manufacturing establish- 
ments in the city indicates the value which has been assumed to be nearly 
true. Perhaps further discussion and experience may make a reduction jasti- 
fiable. The labor account for both pumping projects is lower than the aver- 
age in our Eastern cities. It results from an economical arrangement of 
pumps and boilers, and every labor-saving contrivance is presumed to be 
applied. 

However these details of expenses may be found to vary in actual practice, 
there is a broad way of looking at this expense which will commend itself to 
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reflectiDg people. We have no reason to expect that pumping operations can 
be carried on here more cheaply, if as cheaply as in the East.> The cost of 
pumping one million gallons one foot high in St. Louis was, for the six 
months ending April 30, 1876, 5.18 cents. This is the lowest record that is 
known to us. Some explanation is found in the low price of coal, which was 
7% cents a bushel. The average price for the future is assumed by the City 
Engineer to be nine cents a bushel. Counting 30 bushels to the ton, the cost 
of coal was $2.25 per ton. The quality was inferior, 2,905 lbs. being required 
to do the work which 1,533 did at Brooklyn, and what 2,082 lbs. did at Bel- 
mont Station, Philadelphia. There are pretty fair general reasons for con- 
cluding that the quality of this St. Louis coal does not differ much from the 
Mt. Diablo. 

Taking the cost of pumping in Brooklyn, Philadelphia, Cincinnati, Louis- 
ville and Chicago, which, with St. Louis, contain the largest systems in the 
country, we find for the year 1875 the lowest price per million gallons raised 
one foot was at the Belmont Station in Philadelphia, where the cost was 7.85 
cents. This general experience will probably be as satisfactory as any ex- 
tended reasoning, and will we think justify the conclusion that the gross 
cost of pumping is not estimated too high in this report. 

The price which is named by the promoters of this project is $10,860,000. 
For this sum it is proposed to establish a set of two pumps of capacity for 25 
millions of gallons daily, with one pump in reserve; to construct an inlet tower 
in the river, with valves gnd conduit leading to a tank on the banks of the 
river, to hold 100 millions of gallons; a force main nine miles long, 54 inches 
diameter; a reservoir on the summit of Livermore Pass; a conduit 53 inches 
in diameter, leading from Livermore Pass to the city; and a city reservoir 
with a capacity of 250 millions of gallons. 

It maybe remarked that a conduit of 53 inches, having a fall of 3^ feet 
per mile, will carry considerably more than 25 millions of gallons daily. It 
is however this quantity — 25 millions of gallons daily — that is contemplated 
in the proposition. It may be supposed that the details of main, pipes, res- 
ervoirs, etc., which are not described with any special specifications, are 
entirely suitable to a city water supply. Inasmuch as the city reservoir is 
included in this proposition, we have only the street pipe service to provide 
for in addition, to place the project in working order. 

Placing a street system, equivalent to the one now in operation, at a cost of 
$2,000,000, and allowing two years for the time necessary for the construction 
of the works, during which time we suppose the city bonds bearing six per 
cent, interest to be issued at an uniform rate, we have the following state- 
ment of the cost to the city of the works completed : 

Amount of the proposition $10,860,000 

Add for street pipe system 2,000,000 

Add interest at 6 per cent, for one year, half time of 

construction 771,600 

Total $13,631,600 
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which represents the cost of the completed works when ready for operation. 
The yearly interest on this sum at six per cent, is $817,896. 

From this statement in connection with the cost of pumping as already de- 
termined, we are permitted to make the following table, which indicates the 
cost to the city of one thousand gallons, on the same basis which has been 
adopted for the other projects, and which omits the cost of management, ex- 
tension of street pipes, and sinking fund. The cost of pumping 1,000 gallons 
to the height of Livermpre Pass is taken as uniform for all deliveries. It 
will however be a fraction of a cent greater for all deliveries under 25 millions 
of gallons than is stated in the table. 

TABLE A. 



Millions of 
Otillons 


Yeablt Imtkbest 
ON $13,631,600 

▲T SIX FEB CENT. 


Daily 
Interest. 


Cost in Cents feb 1,000 Galls. 


Delivered 
Dally. 


Interest 
Accotint. 


Pumping 
Account. 


Total. 


10 
11 
12 
13 
14 
15 
16 
17 
18 
19 
20 
21 
22 
23 
24 
25 


$817,896 


$2,240.81 


22.41 

20.37 

18.67 

17.24 1 

16.01 

15.01 

14.13 

13.30 

12.56 

11.90 

11.30 

10.77 

10.28 

9.83 

9.42 

9.04 


. 6.03 


28.44 
26.40 
24.70 
23.27 
22.04 
21.04 
20.16 
19.33 
18.69 
17.93 
17.38 
16.80 
16.81 
16.86 
16 45 
15.07 



At this point new conduits and pumps will enter to increase the capital 
cost and interest account, and the price will for a period of years be more 
than 15.37 cents per thousand gallons. 

The location of the headworks being but a few miles distant from the site 
selected for the San Joaquin and San Francisco Water Works, there cannot be 
much difference in the quality of the water taken from the two points 
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Both are now, since the channel has been opened at the head of Old Biver, 
situated on one of the main branches of the river, and both are subjected to 
the same influences. The remarks upon the quantity and quality of the 
water, made in connection with the project of the San Joaquin and San Fran- 
cisco Water Works, apply to this case with equal propriety. 

Instead of raising the water through the height of 740 feet by a single lift, 
the work may be done in two lifts, having a second station half way up the 
mountain. It can easily be shown that the single lift is the more economical 
method so far as pumping is concerned. The reduced strain on the pipes and 
pumps due to a division of the lift are however positive advantages, which 
would go far to justify a preference for the latter method. 

CLEAR LAKE. 

This source lies at an elevation of 1,300 feet in the Coast Kange of mount- 
ains, nearly north from San Francisco, distant 80 miles. 

The drainage area is mountainous in character and is estimated to be 500 
square miles in extent, including the Lake which has an area of about 80 
square miles. The rainfall at the Lake has been as low as 16% inches and as 
high as 66% inches in a year. It is presumable that the rainfall in the mount- 
ains exceeds that at the Lake. 

The area of land in the drainage basin being 420 square miles, it will yield 
when one foot of water is drained off 87,680 millions of gallons. Let this 
one foot of drainage be supposed to result from a rainfall of two feet; the 
80 square miles of the Lake will yield 33,440 millions of gallons. If we sup- 
pose this to be stored in the Lake, it will raise its surface something over seven 
feet. It is interesting to see how important a factor evaporation becomes in 
this case. 

If we adopt the rule of five feet evaporation, we shall find that 83,600 mill- 
ions of gallons will be lost in a season, which makes the available supply less 
than 40,000 millions of gallons. If we suppose a year to follow which gives 
only half the drainage we have supposed — namely, six inches from the land 
and one foot on the lake, a total of 60,000 millions — ^we shall have at the be- 
ginning of the season 100,000 millions, and at the end 20,000 millions, 80,000 
millions being again lost by evaporation. 

These remarks are intended to illustrate the disadvantage^ of reservoir^ ex^^ 
posing a large surface to evaporation in our climate. (They also show that it 
will be judicious to carry away the water from the lake in its season of abun- 
dance, and store it in a reservoir of less area and greater available depth. 
Such a reservoir exists on the adjoining stream to the south— Puta Creek, at 
Guenoc. With proper arrangements of this kind. Clear Lake can be made to 
furnish a large supply of water. 

There are some difficulties, independent of those just mentioned, in the way 
of making the lake itself a large storage reservoir. The greater part of the 
fertile land about the lake lies just about the height of the natural high-water 
mark. If the water be raised to any considerable extent this land will be 
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overflowed. The rights of the owners would necessarily have to be acquired 
before a dam of any height conld with propriety be placed at the outlet of the 
lake. 

Cache Creek discharges the overflow of the lake into the Sacramento Biver. 
It runs, at the outlet, through a narrow gorge bounded on either side by high 
hills, and affords favorable sites for dams of any height likely to be desired. 

A proposition was made to the Commissioners to furnish a supply from this 
source, but it is understood to have been withdrawn. 

The quality of the water has been the subject of more discussion than the 
quantity. In the summer months appearances are decidedly unfavorable. 
The water has a temperature in summer as high as 75^ on the surface and 72^ 
at a depth of 50 feet. The surface of the lake is marked by numbers of float- 
ing bodies of fish during the summer months. The water holds in suspen- 
sion a considerable volume of vegetable matter, and at times this imparts an 
appearance of flocculence. Where the depth is small there are large fields of 
tules, which are supposed to impart a slight peaty taste to the water. Imme- 
diately on the shores of the lake are borax springs and deposits of sulphur 
and cinnabar. Soda springs are found on the shores and in the bed of the 
lake. 

These are what appear to be the objectionable features of the water and its 
surroundings, to which may be added the statements of parties living on the 
lake, that the water cannot be used for drinking purposes in the latter part of 
the summer, owing to its action on the human system. These objections are 
open to the observation of every visitor, and they naturally affect the judg- 
ment of observers in a very decided manner. 

On the other hand, the water has been the object of chemical scrutiny and 
analysis, to a greater degree than any other source of supply. It has been 
repeatedly analyzed. By Louis Faleenau State Assayer in 1875, for the pur- 
poses of the previous investigation made in 1874 (see Appendix A) ; by Pbo- 
FEssoB Chandleb, of Columbia College, N. Y. ; and by Henby G. Hanks, of 
this city, both at the request of the present Board of Commissioners; and in 
1872, by Pbofessob Pbice, of this city. These analyses are embodied in this 
Beport. Professor Chandler states in a letter transmitting his analysis, that 
the character of the water is in every way satisfactory. He also says that the 
quantity of organic matter is not large, and is of no practical significance. 
Analyses have also been made of water taken a few miles below the lake, 
from Cache Creek, its only outlet. 

The character of the drainage ground is such that a large population can- 
not be expected to live upon it. A little sewage contamination may be ex- 
pected from villages on its shores. 
i Clear Lake is the nearest of the large or what may be called permanent 
i sources of supply, and for this reason it ought to be less expensive than lines 
from the Sierra Nevada. The conduit however must cross the Bay, and this 
particular link needs demonstration before the project could require serious 
consideration. 

The Commissioners visited the Lake, but no instrumental examinations 
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have been made by them. A line of surrey was ran in 1874 by way of Car- 
quinez Straits and Oakland, and a report and estimate were made, which can 
be seen in the Municipal Keports for the year 1874-75. 

Puta Creek lies to the south of Clear Lake, and drains a mountainous 
country of which Mt. St. Helena is the most prominent feature. There is a 
good site for a reservoir near Guenoc, with a storage capacity of 52,000 mil- 
lions of gallons. Puta Creek itself has a considerable drainage area, estimated 
at 124 square miles, which is worthy of attention in this project. The stream 
has the usual Califomian characteristics; that is, it is a torrent in heavy sea- 
sons, and dry or nearly so every summer. 

It may be suggested that a line from this lake to the vicinity of Saucelito 
or to Lime Point offers some advantages, and is worthy of consideration in 
case the project should ever take a serious form. 

The reports of analyses known to have been made are here reproduced as 
a matter of history. Professor Henry G. Hanks submitted to the Commis- 
sioners a detailed report, including both chemical and microscopic observa- 
tions, which foims an appendix to this report. 

ANALYSIS OF A SAMPLE OF WATER FROM CLEAR LAKE, BY PROF. C. F. CHANDLEB, 

PH. D.. SCHOOL OF MINES, COLUMBIA COLLEGE, N. Y. 

Parts in one U. S. Oallon 
of 231 cub. in. 

Chloride of sodium 0.6794 grains. 4- 

Sulphate of potassa 0.2991 grains. 

Sulphateof soda 0.0693 grains. 

X)arbonateof soia 0.7663 grains. 

Nitrate of soda trace. t 

Biborate of soda trace. 

Carbonate of lime 3.0616 grains. 

Carbonate of magnesia 3.4046 grains. 

Alumina and oxide of iron 0.1166 grains. 

Silica 0.4374 grains. . 

Organic and volatile matter 0.6998 grains. 

9.5340 grains. 

Organic matter in suspension 0.1166 grains. 

Inorganic matter in suspension 0.4666 grains. 

Hardness 4.08 degrees. 

ANALYSIS OF A SAMPLE OF CLEAR LAKE WATER, TAKEN IN SEPTEMBER, 1872, 

BY PROF. THOS. PRICE. 

Per gallon of 
231 cub. inches. 
Carbonate of lime 2.554 grains. 

Carbonate of magnesia 2.683 grains. 

Carbonateof soda 0.728 grains. i 

Alumina and iron 0.012 grains. 

Chloride of potassium 0.261 grains. 

Sulphateof lime 0.341 grains. 

Silica 0.464 grains. 

Organic matter 1.970 grains. 



9.866 grains. 
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SPRING VALLEY SYSTEM, 



THE PENINSULA AND CALAVERAS SUPPLIES. 



THE SPRING VALLEY SYSTEM. 



This comparison of sources of supply would be incomplete without an 
inquiry into the resources, present and prospective, of the Spring VaiiU&t 
Works, which now supply the city. This inquiry ought to include the char- 
acter and condition of the system, and the time and expense required to de- 
velop its resources to their maximum product. 

The Spbing VAiiLsr Wateb Company now derive all their supply from 
three sources, or if we speak in less detail we may regard the sources as two 
instead of three. 

The nearest source is Lobos Gbebe, which drains a part of the area of the 
City and County of San Francisco. This source supplies about two millions 
of gallons daily, drained from about 2% square miles of land. This quan- 
tity is conveyed by a conduit partly of wood and partly of masonry, 23,700 
feet long, from the Creek to Black Point, where it is delivered at about the 
level of the city zero. It is there pumped into two reservoirs, one-third of 
it to the Lombard street reservoir on Kussian Hill, which is 306 feet above 
the city base, and two-thirds to the Francisco street reservoir, which has an 
altitude of 139 feet. These reservoirs can contain 3,700,000 and 6,700,000 
gallons respectively. 

The supply from Lobos Creek is comparatively reliable. It results from 
the slow percolation of water through the sand, and is similar to that afforded 
by Laguua Merced. While it cannot be independent of the amount of rain- 
fall, the circumstances under which it is afforded protect it in some degree 
from evaporation and hold it back, delivering it at a nearly regular rate. The 
sand hills may be considered in the light of a reservoir. 

The last report of the President of the Spring Valley Company, made in 
June, 1876, states the daily consumption of the previous year to have been 
12,300,000 gallons daily. Deducting two millions as coming from Lobos 
Creek, we have 10^ millions as the daily contribution made during that year 
from the second and remaining source of supply, which we now proceed to 
describe. 

This lies in San Mateo County, partly within 12 miles of the city, and none 
of it so much as 20 miles distant. It consists of a drainage ground of 12^ 
square miles, made up in a way which will be presently noticed. The product 
of this drainage is stored in two reservoirs, which are known as the PzliiAJk- 
oiTos and San Andbeas. 
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PILLARCIT08. 

iBCiTos reservoir contains when full an available quantity of 1,080 

gallons. Its upper surface is 696 feet high. It is formed by an 

1 built across the valley of the stream. The dam is 640 feet long 

eet wide on top, and 95 feet in height. The puddle pit is sunk \ 

ase of the dam a distance of 46 feet. The interior slope of the 

vertical to 2% base nearly, while the exterior slope has a base of [ 

3-haIf to one vertical. 

voir is provided with two wasteweirs capable of passing over 800 . i; 

gallons daily. One of these wasteweirs is a tunnel through the l 

itment of the dam. The other is built of wood. The capacity of ^ 

eral times the largest increment yet received during a storm. t 

was built about 13 years ago. Its interior slope has settled to a 
rregular form, which took place soon after it was constructed. 
rs ago there was a leak in one end of the dam, which appears to 
iue to unsound natural rock in situ^ which had not been removed 
truction. This leak, which threatened the stability of the dam, 
3d by sinking a shaft in the dam to the depth of 80 feet, removing 
1 rock and replacing it with clay. This operation was carried on 
servoir was in a high stage. It was a delicate and dangerous 
;3 success appears to have left the dam in good condition, 
ly from Pillarcitos is delivered in San Francisco to the Lake Honda 
reservoir, at an altitude of 377 feet. This reservoir has a capacity 
as of gallons. It, together with the Lombard-street reservoir bo- 
ned, supplies the high level distribution in the city. The conduit 
'eys the water to Lake Honda is 83,820 feet in length, of which 
ire of 30-inch wrought iron pipe, 8,580 feet are wooden flume, and 
[ masonry, which is the lining of three tunnels. It can carry 12 
gallons per day. 

ral drainage basin tributary to Pillarcitos is four square miles. ' 

en increased by a flume of wood two miles long of 42 inches by 
I cross section, which brings in the water from several smsill trib- 
Pillarcitos Greek, which join it below the reservoir. This side 
t is called, practically increases the drainage area one-fourth. 
( made to carry the excess of water coming into the Pillarcitos to 
dreas to the extent of 26 millions of gallons daily. 

THE SAN ANDREAS. 

^NDBEAS reservoir lies about two miles northeast of the Pillarcitos. 
the dam is 453 feet above city base. The dam is 640 feet long on 
feet wide. The slopes are 3 and 3}^ to one. The top of the dam 
ove the valley, and the puddle pit was sunk 47 feet below the base 
The appearance of the dam is as favorable as could be wished. 
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There is no lealiage, and the lines of the slopes are regular and apparently 
stable. 

With 89 feet depth of water, this reservoir will contain 6,690 millions of 
gallons. The natural drainage basin has an area of fonr sqnare miles. This 
18 supplemented by auxiliary conduits, which pick up and discharge into the 
reservoirs such portion of the drainage of Lock's, Apanolio and San Mateo 
creeks as they can carry. 

The Lock's Creek conduit is nearly 20 miles in length. It heads on the 
creek of this name, and has a capacity of 26 millions of gallons a day. The 
San Mateo Creek is conducted to the reservoir by a similar arrangement — 
t,190 feet of flume and pipe combined — which has a capacity of 18 millions of 
gallons per day ; and the overflow of the Pillarcitos, already mentioned, is able 
to flow 26 millions of gallons a day. These areas, which are thus tapped and 
which contribute a part of their drainage water to San Andreas, comprise five 
or six square miles. 

When the drainage is within the capacity of the auxiliary conduits, all of it 
is concentrated in San Andreas. This happens for a part of the winter and 
spring in ordinary years. During heavy storms a great part of the water is 
lost beyond recovery. In the summer these conduits are empty or nearly so. 
It is estimated by the Chief Engineer of the Company, that about half the 
drainage product is secured in this way to San Andreas, which is equivalent 
to the whole drainage of 2^ or 3 sqnare miles. If this be admitted, the actual 
drainage area of San Andreas is 6}^ or 7 square miles. 

The city conduit leaves San Andreas by a tunnel driven through the moun- 
tain which bounds it on the east, and ends at College Hill reservoir, after 
traversing a distance of 70,080 feet, of which 63,999 are of 30-inch wrought 
iron pipe. The College Hill reservoir is 253 feet in height, and has a capacity 
of 15 millions of gallons. . The conduit delivers 9 millions of gallons daily. 

This is the system which has supplied San Francisco for a number of years; 
and the next point of inquiry concerns the value of this source of supply, es- 
timated in the quantity of water it can be relied upon to supply to the city of 
San Francisco in years of variable production. 

In order to have well in hand the meteorology of the peninsula of San Fran- 
cisco, the following tables of rainfall in the city and at the reservoirs are 
•given for the years covered by observation. The city observations are those 
kept by Thos. Tennent. The observations relating to the reservoirs are fur- 
nished from the records of the Spring Valley Company. 
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TAB LK •.!.-. 

BAINFALL IN SAN FRANCISCO (1849-1877) , AS BfeCOSDED BT THOS. TENNENT. 
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TABLE II. 

BAINTALL AT PILLABCITOS AND SAN ANDREAS, AS RECORDED BT THE SPRING 

VALLEY WATER COMPANY. 
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The gaogeB are kept at the reserroira. The dTBinage gronnd ia as » nile 
aereral hnadred feet higher than the gauges. , 

The ineqnalitiea of the product are very marked. The proportion of rain- 
foil collected is as low aa 22 per cent, in 1870-71, which was a year below the 
average, and mns up to 43 per cent, in 1876-76, when the fall was Itu^. For 
three years following 1871, the proportion is qnit« uniform, being 37 per oent. 
in the Aral year and 35 in each of the others. In the year 1876-77 the rain- 
fall waa aboDt 20 inches, and the product did not exceed 300 millions of gal- 
lons. An apparent anomaly is obserrable, when 39 inches give a product of 
2,938 millions of gallone while 44 inohes give only 2,619 milliocg. The 
rainfall ot 1871-72 of 80 inches gives proportionately less than the year 
lBTS-76 with a fall of 69 inches, which was not to be expected. 
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\ 
These results go to indicate that no water product can be expected until a 

certain quantity of rain has fallen. This quantity is probably variable, and 

depends upon the dryness of the ground, its soil, slopes and vegetation, as 

well as upon the rat« at which the rain falls. 

While these results do not altogether harmonize with each other, and do 
not justify a statement of exact law of production, they afford valuable infor- 
mation. We learn that the percentage of production is, for this particular 
drainage, very much less than is usually assumed, and subject to great varia- 
tions. Taken in connection with the tables of rainfall in a series of years, the 
table of production enables us to reach important conclusions. 

We now approach the subject of averages as applied to water catchment, 
and it becomes necessary to state the circumstances under which averages of 
rainfall will lead to correct conclusions, and those under which they cannot 
be trusted. In England or in the eastern part of the United States, where 
the rainfall is not subject to absolute failure in any season, but does pass 
through a series of two or three years of reduced production, the rule is well 
established that averages must be based on the years of minimum rainfall 
alone, excluding the years of maximum production. In these cases the storage 
capacity is much less than in the cases we are discussing. Our circum- 
stances demand larger storage, and in so doing they vary the law of catch- 
ment. 

The extreme variability of the rainfall in different years is well known to 
all inhabitants of California. In San Francisco the extremes are 7.4 inches 
in 1850-51, and 49.27 inches in 1861-62. In the two years succeeding the 
flood of 1861-62, we have for one, 13.6 inches, and for the next, 10.08 inches. 
So that while the average fall is about 23 inches, the minimum is but one- 
third of the average, while the maximum is more than double the average, 
and more than six times the minimum. Again, in 1863-64 the fall is less than 
half the average, while the preceding year gave little more than half the av- 
erage. 

There is something like a law in the recurrence of dry years or of years be- 
low the average, which appear in pairs; instances of which are 1850-51 and 
1851-52, 1862-63 and 1863-64, 1869-70 and 1870-71. The present year (1876- 
77) is one of the driest we have yet known, and if the analogy holds we may 
expect its successor to be below the average. Then again it happens that two 
wet years come in succession, as 1866-67 and 1867-68. It may also be ob- 
served that from 1853 to 1860 the fall is remarkably uniform, not varying 
much on either side of the average. 

Attention will be given to the rainfall at the reservoirs, which is largely in 
excess of that registered in San Francisco, although subject to the same gen- 
eral law of variation. 

Under these circumstances where one year gives us a supply of water much 
in excess of the consumption, and where perhaps the next two years each give 
much less than is required, it becomes indispensable to store in the season of 
abundance, in order to provide for the period of drought. This fact compels 
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a water supply system on the peninsula to be provided with reservoirs of 
suitable dimensions, proportioned to the demands of consumption, and bear- 
ing a relation to the extreme features of the meteorology of the climate. The 
dimensions of these reservoirs, it will be readily understood, must be much 
greater than would be necessary in other countries. 

The rain is usually delivered from the clouds between November and May, 
soon after which time the streams become dry. The most favorable years 
give no water supply for half or nearly half the year. A year of drought 
gives no supply, so that it may happen that no drainage enters the reservoirs 
from March or April of one year to November or December of the next year, 
an interval of perhaps 600 days. During these two summers evaporation 
from the surface of the reservoirs is taking place at the rate of five feet a 
season. The case may possibly be even more unfavorable. There may be a 
second year of rainfall below the average, affording a very limited supply, as 
happened for instance in the years 1862-63 and 1863-64. 

Under these conditions the production of these drainage basins must be 
treated by a law of averages. When the reservoir capacity is sufficient to 
store all the water which is drained from the land, it is possible to use the 
average rainfall of a series of years, and by applying a proper coefficient de- 
duce from it an average yearly product. But such a deductioa is only possi- 
ble when all the drainage water can be stored. A rainfall, which is too exces- 
sive to permit its drainage product to be stored, is no more valuable for water 
supply than a smaller precipitation which fills our reservoirs. 

The size of reservoirs necessary to store the whole drainage waters may be 
illustrated by taking the years 1866-67 and 1867-68, where two flood seasons 
succeeded each other. The rainfall at Pillarcitos was nearly the same for 
these years and averaged 76 inches. We have no records at San Andreas for 
these years, but the proportion observed in succeeding years of heavy fall at 
these points, only two or three miles apart, may justify the assumption of 
about the same record for San Andreas. 

We note in Table I for 1875-76 a storage of 6,400 millions of gallons for a 
rainfall of 69 inches. Assuming that half of the excess over 69 inches 
reached the reservoirs, we ought to have in 1866-67, for a fall of 76 inches, a 
product of 7,200 millions of gallons. If the reservoirs contained 1,500 mil- 
lions of gallons at the beginning of the season, the 7,200 millions of gallons 
added in say five months would make 8,700 millions of gallons. Allowing 
1,500 millions of gallons for the consumption in the five months, the quantity 
at the end of the season in store would be 7,200 millions of gallons. The 
reservoirs are now full or nearly so in May. From May to December, say 
200 days, the loss by consumption and evaporation being assumed at 2,000 
millions of gallons, the next rainy season would be entered with 5,200 mil- 
lions of gallons, a gain of 3,700 millions of gallons over the storage at the 
same time in the previous winter. The drainage of the second winter being 
the same as for the previous year, namely 7,200 millions of gallons, it is plain 
that a reservoir capacity of 12 or 13 thousand millions of gallons would be 
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necessary to accommodate the total drainage of two severe winters sacoeed- 
ing each other, and that with existing storage more than 4,000 millions of 
gallons would run to waste. 

This calculation seems to show that in order to secure all the drainage on 
this basin in two succeeding heavy years, we must have a storage capacity 
largely in excess of that which exists, which is probably sufficient to contain 
more than the product of any single year thus far known, and nearly suffi- 
cient to hold the aggregated drainage of three years like 1874-75. 

It we assume the reservoirs to be empty at the beginning of the first rainy 
season, instead of having 1,500 millions of gallons pn hand, the case will be 
more favorable for the reservoirs by that amount, but the hypothesis is too 
hazardous to be admitted. It may be questioned whether even so small a 
storage as 1,500 millions of gallons on hand at the beginning of a season is a 
safe assumption under our peculiar climatic conditions, the vicissitudes of 
rainfall are so varied. In any case the reservoir capacity being^uffioient to 
store all the drainage which our tables call for, it follows that the value of 
this drainage ground cannot be determined by averages of rainfall alone. We 
must then look to the actual production stored for our results. 

If we take the average daily product for the years 1872-73, 1873-74 and 
1874-75, as given in the tables, we find it to be 8,500,000 gallons. 

The average amount st ired for five years, beginning in 1872 and ending in 

1877, counting the production of the present year as 300 millions of gallons, 
gives a daily supply of 8,750,000 gallons. 

If next year prove to be the counterpart of 1870-71, the production will be 
about 1,600 millions of gallons. On this supposition, the average for the six 
years beginning in 1872-73 will be a daily supply of 8,000,000 gallons. 

If we take the first two years in the table, and increase the production pro- 
portionately with the increase of area brought into use in the succeeding 
years — which gives 1,600 millions of gallons for 1870-71, and 6,500 millions 
of gallons for 1871-72 — and then take the average of the succeeding years to 

1878, giving 1878 a production of 1,600 millions of gallons, the average for 
the eight years is 8,800,000 gallons. 

The above results may be tabulated as follow: 



SXBIES. 


Number 

of 

Tears. 


Total 

Number of 

Days. 


Total 
Production. 


Average 

Daily 

Supply. 








QallonB. 


Mill. Galls. 


From 1872-73 to 1874-76 


3 


1,095 


9,270,000,000 


8.50 


Prom 1872-73 to 1876-77 


6 


1,826 


15,974.000,000 


8.76 


From 1872-73 to 1877-78 


6 


2,191 


17,674,000,000 


8.00 


Prom 1870-71 to 1877-78 


8 


2.922 


25,734,000,000 


8.80 
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In the last series we have two years which give but four millions of gallons 
daily, and one which gives little or nothing. It is of course quite possible 
that next year, instead of giving 1,600 millions of gallons, may give nothing. 
On the other hand, we may have an average season and get seven or eight 
millions of gallons a day, or have an exoessive year which will give fifteen 
or more millions of gallons. These different suppositions may be made at 
will, and the product per day can thereby be made to rise or fall within 
moderate limits, on either side of nine millions of gallons. 

The annual report of the Spring Valley Company, made in June, 1876, 
states the consumption of the city for the year 1874-75 to have required daily 
10,930,000 gallons, and in the year 1875-76, 12,320,000 gallons. The 
daily demand for the year 1876-77 is estimated to require 13,800,000 gal- 
lons. Allowing Lobos Creek to have furnished two millions of gallons daily, 
there was taken from the San Mateo reservoirs in the first year 8,930,000 
gallons daily, in the second year 10,320,000 gallons daily, and the estimated 
draft for the present year was 11,800,000 gallons daily. 

That the last two are unsafe drafts upon the reservoirs is shown by their 
present condition, which at the middle of April shows contents of about 
2,500 millions of gallons, of which perhaps 300 millions of gallons will be lost 
by evaporation. If a draft of 11,800,000 of gallons a day is continued the to- 
tal quantity will be exhausted in 185 days, and the next winter vrill be entered 
with empty reservoirs. If, however, the draft upon the reservoirs had been 
limited in the past three years to nine millions of gallons or thereabouts, there 
would now have been in store sufficient to relieve the city from some of the 
apprehension, with which we await the chances of the coming winter. 

These considerations, based upon known facts which are derived from the rec- 
ords of the Spring Valley Company, point with tolerable directness and clear- 
ness to the conclusion that the value of the San Andreas and Pillarcitos ba- 
sins — including their supplementary contributions from creeks in the vicinity 
— is a daily supply of about eight and a half or nine millions of gallons. 

The character of the drainage ground supplying these reservoirs is in great 
part wooded and mountainous. There is but little cultivation of the ground 
within its limits, and the quality of the water is good. A part of the basin 
shows some limestone, which makes the water hard as compared with some 
of the supplies of the Sierra Nevada, but not to a degree to be exceptionable. 

The supplementary conduits which pick up the water of Lock's and other 
creeks add, by the estimate of the Company, about one-third to the drainage 
area. These works must be regarded as temporary in character, and liable to 
be abandoned in case the necessity for them shall ever cease. Or, if they are 
kept up, it ought to be remembered that they are for the greater part of wood 
and subject to decay, and that they must always require more or less atten- 
tion in the way of repair. It has already been remarked that a part of the 
conduit to the city is also wooden flume. 
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CRYSTAL SPRINGS RESERVOIR. 

The Uppeb Cbystal Spbinqs is the name of the reservoir now in course of 
construction. The Loweb Cbtstal Spbings is a name applied to' another site 
always contemplated in the future plans of the Spring Valley Company, the 
construction of which has not yet been undertaken. 

The dam at the Upper Crystal Springs is now about 50 feet above the val- 
ley, and the reservoir can now store between three and four thousand millions 
of gallons. It had in store last April about 800 millions of gallons. It re- 
ceived little or no water last winter. The previous winter afforded a large 
drainage, and if the work had been advanced a year, the reservoir would now 
contain a supply of several thousand millions of gallons. 

This fact illustrates the necessity of making a good start in dealing with 
averages, or in storing water. If calculation shows that a given increase of 
supply will be needed in a particular year, it is the part of prudence to secure 
the water in the year before; for in our uncertain climate it is not always pos- 
sible to obtain water as we need it. 

This reservoir is much lower than either the Pillarcitos or San Andreas. 
The floor of the outlet tunnel has an elevation of 220 feet. The dam is ex- 
pected when completed to have a height of 82 feet, and to be 80 feet wide and 
540 feet long on top. The top of the dam will then be 304 feet above city 
base. The water standing four feet below tbe top of the dam, the contents 
will be 9,400 millions of gallons. The slopes of the dam are 3^ and 3 base to 
one vertical. 

- This reservoir is situated in the Canada Raymundo, five or six miles south- 
east of the San Andreas reservoir, and both are tributaries of San Mateo 
Creek. The drainage area is about six miles in length, measured from the 
southeast to the northwest, and its width varies from two to three miles. It 
contains about 15 square miles. 

The rainfall has been kept by the Spring Valley Company for the past 
three years : 

In 1874-75. 33.48 inches. 

Inl875-76 51.61 inches. 

In 1876-77 16.00 inches, about. 

The average in the San Andreas and Pillarcitos drainage basins for the same 
years was 44.64, 68.83 and 20.00 inches, showing the diminution of 25 per 
cent, in five or six miles. 

The areas of the two basins which we have described are respectively 15 and 
12.5 square miles. The rainfall is as three to four. The quantities of rain 
falling on these areas are therefore as 9 to 10, the Crystal Springs being the 
less. The approximate gaugings now to be mentioned indicate a co-efficient 
of production in the Crystal Springs larger than at San Andreas, although 
they hardly justify a positive conclusion. 
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In the winter of 1874-75, San ICateo Creek wm ganged and delireied 4,638 
millions of gallons from 23 sqoare miles of iMtfin, in which the gathering 
ground of Crystal Springs is incladed. This gSTe, for a rainfall of 33^ 
inehes, nearly 12 inches drained off the ground, 21^ inches being abeoibed 
and lost, and 36 per cent, saved. The oo-effident at San Andreas was 27 per 
eent. bj Talde III. In the year 1875-76 a fall of 51.6 inches drained from 15 
square miles, by approximate measurement, 8,300 millions of gallons, equira- 
lent to 315^ inches drained and 20 inches lost, 60 per cent, being ssTed.. 
Forty-three per cent, was saved at San Andreas. 

These sums would still have to be subjected to loss from evaporation in res> 
ervoirB, and the actual product utilized in consumption would therefore be 
less than the amounts given. In the first year the available product would 
have been about 2,700 millions of gallons; in the second, 7,500 milUons of 
gallons; and in the third, nothing. 

This reservoir has a capacity, assuming it at 9,400 millions of gallons, odd.- 
siderably in excess of any one year's drainage, although not enough to store 
the total product of two wet years succeeding each other. In this respect it 
resembles the other reservoirs. This want of storage prevents us from arriv- 
ing at the water product by a system of averages of rainfall. 

The probable value of the Canada Baymundo reservoir is a daily supply of 
eight millions of gallons. There is no conduit connecting this reservoir with 
the city. The Spring Valley Company propose to lay a 42-inch wrought iron 
pipe to deliver about 18 millions of gallons daily at a height of 160 to 180 feet 
in South San Fr<iUcisco, where a distributing reservoir will be constructed for 
the supply of the lower city service. This pipe will be about 20 miles in 
length. 

The upper or Pillarcitos supply being reduced to small limits this summer, 
the Company is now establishing pumps to raise the water in this reservoir to 
the Pillarcitos conduit, a height of more than 400 feet. Pumping is the only 
way by which this water can be made available until the conduit to the city is 
laid. 

The actual drainage basin of the Upper Crystal Springs may be increased 
by means similar to those used for the upper reservoir. A part of the drain- 
age of San Mateo Creek that now runs to waste can be conducted to the reser- 
voir, and a tunnel can bring in part of the drainage of a small creek west of 
the Canada Baymundo. 

The character of the drainage ground of the Crystal Springs reservoir is 
essentially the same as that of San Andreas. The mountains which bound it 
on the west are timbered, and the eastern slopes are bare. 

It will be noticed that the reservoir, when completed, will have a capacity 
of more than three times the product of an average year, as 1874-75 may b« 
called, bearing nearly the same relation to the drainage ground as the upper 
system of reservoirs. The latter have a reservoir capacity of 80 millions of 
cubic feet for one square mile of drainage area. The Crystal Springs reser- 
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83 millions of cubic feet storage for one square mile of area, which is 
onbio feet per acre of drainage ground. 

quantities are largely in excess of those existing in other cities. Liv- 
has 48,500 feet, Loch Katrine (Glasgow) has 30,000, and Dublin 

This statement illustrates the peculiar necessities which are forced 

by our climatic conditions. 

been remarked that the dam is yet to be raised 32 feet. This can 
be done in one season. The dam is made of excellent material found 
Ticinity, and the character of its construction is worthy of all com- 
lon. Each detail of the work is attended to with care, and no expense 

be spared to insure efficiency and safety. The clay puddle is car- 
this case to a depth of 90 feet below the bed of the valley, at which 
le foundation is understood to be in clay, no rock being found at that 
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system which has been described comprises all the resources of the 

Valley Company, either wholly or partially developed at the present 

When the consumption of the city shall have reached the limit of the 

iroduct from this drainage ground of 27 or 28 square miles, the Com- 

ust be prepared with an additional supply. This supply may come 

- from the western slope of the coast mountains of the Peninsula which 

rained by the Pescadero, San Gregorio and other small streams, or it 

>e derived from the Calaveras. The latter point is the one contemplated 

W plans of the Spring Valley Company as first to be developed, and for 

reason it will now receive attention. 

P CAiiAVEBAs is a tributary of Alameda Creek which it joins at Sunol 
^n. It runs in a north-westerly direction, and is separated from the 
i Olara Valley by a range of hills varying in height from one to two 
land feet. 

Q drainage area above the reservoir site is about 25 miles in length, with 
regular depth of three miles in some places and seven in others. By 
1 survey made by Mr. Scowden, the area of the drainage basin is 101 
re miles. In this basin is Mount Hamilton, a conspicuous feature in the 
praphy of the country. It has an altitude of 4,400 feet. This area is 
at entirely uninhabited, a few persons being engaged in the pasturage of 

> and cattle. Above the reservoir site there is little or no cultivation. 
3ountry is extremely rough. The creeks run at the bottom of steep de- 

and are in many places almost inaccessible. There are no roads through 
I>per and main part of the drainage basin. The hills are timbered in [j 

> places sparsely with groves of oak, and in others thickly with pine, oak |r 
shrubs. [ 
6 following notes in regard to the geology of the district are compiled 
the report of Professor Whitney: 

16 geological formation of the Calaveras Canon may be characterized as 
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tertiary, and U oompoaed largely of metamorphic calcareona aandstone, the 
strata dipping generally to the northeast at a high angle, sometimes nearly 
vertical. The ridge due west of Mt. Hamilton however, forming some eight 
miles of the watershed line, Mr. Whitney classifies as highly metamorphic 
mica slate. Mount Hamilton he speaks of as being largely composed of meta- 
morphic sandstone very much broken and distorted, indicating great local 
disturbances. 

Further down the cafion or east of Milpitas, and forming the westerly 
boundary of the site of the proposed reservoir, the hills are spoken of as be- 
ing ** made up of strata of metamorphic sandstone very much broken and 
** irregular, standing vertically or having a high dip to the northeast, rarely 
** in the opposite direction. Tertiary fossils were obtained in considerable 
** quantity, but usually in a very poor state for determination, owing to the 
** hardness of the rock in which they were imbedded." 

Still further down the canon the general character of the surface rock con- 
tinues about the same until we reach the neighborhood of Mission San Jose. 
The same author states in reference to this locality: " Back of San Jos^ 
** Mission rise hills of unaltered sandstone with very abrupt sides in which 
" the strata dip to the northeast." 

Just above the dam site the defiles of the hills open into an expanse of val- 
ley, which id the proposed reservoir. The fall of the valley is considerable, 
being about 70 feet to the mile, which makes a high dam necessary in order 
to store much water. In other respects the site is favorable. The dam sites 
are at the gorge, where the mountains on either side form the abutments, 
with slopes of one-half or less. The bed of the valley does not here exceed 
150 feet in width. The reservoir itself is not the valley of the Calaveras 
proper, which enters near the middle of the storage basin. 

The height of the creek at the site of the dam proposed by Mr. Scowden is 
563 feet. A sufficiently high dam will give good opportunity to deliver the 
water into San Andreas reservoir, and some may even be discharged into 
Lake Honda reservoir in the city and contribute to the high service supply. 
Excavations have been made in a half dozen places on the site of the proposed 
masoury dam to the underlying rock. These expose serpentine. 

Our information in regard to rainfall is, as at Crystal Springs, confined to 
the past three years. It is almost needless to remark that a much longer se- 
ries of observations is desirable, in order to give us exact ideas as to the quan- 
tity of water which we can confidently expect from this drainage basin. The 
reservoir capacity, which we have already seen to be an essential and deter- 
mining element in the problem, and which is supposed to be known, at least 
approximately, relieves us from a great part of the difficulty which might be 
expected to result from deficient observations of rainfall. In addition to the 
rainfall for these three years we have the approximate gauging of the Cala- 
veras Creek as kept for 120 days by Mr. Scowden, and since in a rude way by 
an employ^ of the Spring "Valley Company. 

The rainfall was observed during the year 1874-75 from October 20 to March 
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28, and found to be 17.04 inches. The rainfall of the season subsequent to 
March 28 was 2.46 inches, making a total of 19.50 inches. The observations 
for 1875-76 were kept by an observer of the Spring Valley Company, and the 
amount was 40.5 inches. In the present season the same observer kept ob- 
servations at the reservoir site, which gave a total of 12.5 inches. An observer 
was placed in the upper drainage ground by the Commissioners in the pres- 
ent season, who kept observations at five different points from January let to 
March 13. The season was very dry, and it was not thought necessary to 
prolong observations later than March 13. 

The results of these observations are shown in the following table : 





Station 1. 


Station 2. 


Station 8. 


Station 4. 


Station 6. 


Station 6 


1877. 
JanxiiiT. ......... 


Inches. 
6.37 
.34 
1.20 


Inches. 
6.56 
.36 
1.11 


Inches. 
6.63 
.47 
.93 


Inches. 

8.75 

.43 

.86 


Inches. 
6.22 
.33 
.89 


Inches. 
4.07 


Febmarv 


.84 


March (to 13th) . . 


.98 




7.91 


7.03 


6.93 


10.P4 


7.44 


6.39 



The stations were on Mt. Hamilton and on each side of it. The positions 
and altitudes are as follows: 

No. 1. — In valley of Smith's Creek at western foot of Mt. Hamilton. Alti- 
tude 1,950 feet. 

No. 2.— Western flank of Mt. Hamilton. Altitude 3,000 feet. 

No. 3. — Eastern flank of Mt. Hamilton. Altitude 3,450 feet. 

No. 4.-'-Isabel Valley at the eastern foot of Mt. Hamilton. Altitude 2,250 
feet. 

No. 5. — On flank of mountain on east side of Calaveras Creek, and four 
miles north of Mt. Hamilton. Altitude 2,200 feet. 

No. 6. — On the western flank of the western mountains bounding Cala- 
veras, therefore not in Calaveras Valley but to the west of it. Altitude 1450 
feet. 

The observations show very clearly that the rainfall in the Calaveras basin 
is in excess of that on the western flank facing Santa Clara. They also ap- 
pear to indicate no greater fall on the mountains than in the valley. On the 
contrary, Isabel Valley gives a greater fall than any point above it. 

The corresponding observations at the reservoir site for the month of Jan- 
nary were 6.5 inches, for February two-thirds of an inch, and from the 1st to 
the middle of March three-fourths of an inch, being a total of 7.92 inches. 

The gangings of the creek at the reservoir site are as follows: 

For 120 days, from I>eo. 2, 1874, to March 31, 1875, by Mr. Scowden, 
12,347,817,000 gallons. For the remainder of this season, as observed by the 
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Spring Valley Co., 1,116 millions of gallons; a total for the year 1874-75 of 
13,464 millions of gallons. For the year 187&-76, by Spring Valley measure- 
ment, 58,230 millions of gallons. For the year 1876-77 about 2,800 millions 
of gallons. The ganging for 1875-76 can only be considered approximate. 

It may be said in further explanation that the Calaveras Creek in average, 
and perhaps in all years dwindles to little or nothing in the fall months. 
During such winters as that of 1875-76 it becomes a torrent and in the gorge 
selected for the dam site rises to a height of 15 or more feet. It rarely main- 
tains any such flowage but for a few hours. Its greatest flood is supposed to 
come with a warm rain, which takes off the snow which is often deposited on 
the top aud flanks of Mt. Hamilton. On the 1st June, 1876, the stream car- 
ried quite 15 millions of gallons daily. On 5th April, 1877, it was found to 
flow but six millions of gallons. 

The project proposed by Mr. Scowden for bringing these waters to the ser- 
vice of the city contemplate s a storage of 40,000 millions of gallons in a sin- 
gle reservoir, of which 4,500 millions must be unavailable, being below 
the outlet tunnel. The remaining 35.500 millions of gallons represent the 
available storage, which requires a dam 208 feet in height. 

If this be the only reservoir, it appears at .once that the drainage of 1875-76 
which amounted to 58,000 millions of gallons would have filled this reser- 
voir supposed empty at the beginning of the season, and 18,000 millions of 
gallons would have run to waste. This quantity of water might quite as well 
have remained in the clouds or never been evaporated from the Pacific Ocean, 
so far as any benefit to the WaPe* supply is concerned. This simple state- 
ment proves at once how fallacious is the whole argument of averages unless 
there is provided storage for all the water that falls. 

We see what storage capacity was required to contain the drainage of 
1875-76. Now let us suppose to occur again what happened in 1866-67 and 
1867-68, namely, that a winter giving 58,000 millions of gallons is succeeded 
by another winter giving 58,000 millions of gallons. Where are we to put 
the surplus of 20 or 30 or more thousand millions of gallons due to this year? 
It must go where the last surplus went — back to the sea. 

At Crystal Springs and at San Andreas the reservoir capacity is equal to 
any supposed one year's drainage, and perhaps it exceeds any that we may 
have. To place Calaveras on the same line of argument which has been ap- 
plied to these other basins we must provide a storage of something like 58,000 
millions of gallons. This storage is probably not to be thought of. The 
maximum drainage of 100 square miles has never been impounded, and prob- 
ably never will be impounded. 

It follows then without any possibility of question that any averages that 
may be struck on the Calaveras must take for the maximum element, not a 
percentage of the rainfall, nor even the quantity of water which drains off 
the ground in a flood season, but that fractional portion of it which can be 
stored in our reservoirs. 

The plan which is proposed to his company by the Engineer of the Spring 
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Valley Company, is to build a masonry dam 183 feet high at a point about 1,000 
feet lower on the creek than Mr. Scowden's dam site. The oreek falls six feet 
in this interval, so that the storage capaoi^ afforded by a dam 183 feet high at 
the lower site will be about the same as that afforded by a dam 178 feet high 
at Mr. Scowden's site. When the water stands within five feet of the top of 
the dam the contents will be about 26,000 millions of gallons, of which 1,000 
millions of gallons will be unavailable, being below the floor of the outlet 
tunnel. 

The floor of the outlet tunnel starts at reference 626, sixty-eight feet above 
the base of the dam. The tunnel is to be cylindrical, eight feet diameter, 
lined with brick masonry, falling one foot in a thousand. At the inner end of 
the tunnel an inlet tower will be constructed with wire screens and valves ar- 
ranged to draw water from any desired depth. At a suitable point on the line 
of Uie tunnel a gate shaft is proposed, with the necessary gates for regulating 
the discharge of water. The tunnel line is by survey 11,700 feet in length, 
and the floor at the western end, where it will connect with the syphon which 
is to cross the Santa Clara Valley, will have an elevation of 614 feet. The tun- 
nel is proportioned to carry about 150 millions of gallons daily. 

The syphon starts at the end of the tunnel and terminates about two miles 
from the head of the Crystal Springs drainage basin. The profile of the 
ground is in great part from actual survey, and the pressures on the conduit 
are shown in the accompanying diagram. The route of the conduit is by Mil- 
pitas, Alviso and Menlo Park. The size of this conduit is yet to be deter- 
mined, whether to carry 30 or 40 millioiis of gallons daily. The length of the 
conduit is 22 miles, and the fall on the whole length is 110 feet. The outlet 
will therefore be at reference 504. 

The iron conduit will discharge into a canal which will carry the water 
about two miles and deliver what may be required into the Canada Baymundo 
reservoir, and then follow along the side hills on the eastern side of the 
Canada until it reaches the point where the valley of San Mateo Creek inter- 
sects the line. The water will be carried across this valley by one or more 
syphons, which will discharge into the canal which resumes its course to- 
wards the San Andreas reservoir. The canal will be proportioned at first to 
carry 50 millions of gallons daily, to be increased afterwards to 1,000 millions 
or to such a delivery as may be required. The canal and syphon will be 22 
miles long, as uearly as known. The canal has a fall of two feet to the mile. 
The total fall from the end of the iron conduit to San Andreas will be 44 feet, 
four feet being allowed for the syphon. 

The canal is to be excavated in the solid ground and be lined with brick 
laid in mortar, four inches on the bottom and eight inches on the scopes. Its 
proposed dimensions are six feet wide on bottom, 13 feet on top, depth 2^ 
feet. The area of section will be nearly doubled by an additional depth of 
one foot. The line of the canal has not been surveyed in detail, but the lev- 
els have been ascertained, and the other infom^ation in regard to it is such 
that it can be estimated upon with comparative closeness. It should be re- 
Q 
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marked tliat the summit of the dndmige basiu of Crystal Springs, on the 
oanal line, is something like 60 feet too high to permit the canal to cross, and 
hence a tunnel 1,200 to 1.500 feet in length will be necessary to permit the 
entrance of the Calaveras water into the Canada Baymnndo. 

The cost of carrying out this project has been estimated with as much care 
as possible. The largest item is the dam. Its contents for the proposed site 
have been calculated on the strongest type of profile recommended by the 
best authorities, and are found to amount to about 200,000 cubic yards. The 
stone in the Yicinity of the dam site is not suitable for a construction of this 
kind, unless concrete be used, material for which is found in the yalley, hav- 
ing beeu washed down by the stream. Using rubble masonry, it wonld prob- 
ably be necessary to go to a considerable distance for stone, perhaps to the 
foot-hills quarries of the Sierra, and bring it by a railroad to the site. This 
would require a road eight or ten miles in length, to be built from Sunol Sta- 
tion to the dam site. If concrete should be selected for the material it might 
be laid for 12 to 14 dollars a yard. It is preferred to assume the cost at 
$17.50, including in this all incidental operations. 

ESTIMATE OF COST. 

Dam— 200,000 yards, at $17.60 per yard $3,500,000 

Outlet tunnel— 11,700 feet long, 8,400 feet of which must be worked from two 

heads, with shaft, inlet tunnel and gates complete 060,000 

Total cost of canal— 20 miles, at $20,000 per mile 400,000 

Wrought iron conduit— 60*inch diameter, 22 miles in length. 2 .286,200 

Total cost $6,886,200 

The lengths of the dam on the top and bottom are respectively 750 feet and 
150 feet. 

It must be remarked that this scale of work is proposed by the Spring Val- 
ley Company, upon the hypothesis that eventually a supply will be afforded 
by the Calaveras, the Arroyo Honda and the Arroyo Yalle, of something like 
150 millions of gallons a day. It is quite impossible to say, in the present 
state of our knowledge, what may be expected from the last named two drain- 
age basins which have areas of 40 and 110 square miles respectively; but it is 
certainty itself that the available supply cannot be ascertained by taking the 
mean of rainfall, even if it is known; but the yield must be measured by the 
reservoir capacity. In regard to this point we now know nothing, and until 
we are informed it is quite useless to speculate on the subject. We are 
therefore compelled to confine our attention to Calaveras in regard to which 
we have accurate knowledge, or if we can go outside, it is only to secure what 
water can be taken from the streams as they fiow in the Arroyo Honda or 
elsewhere. In this way something may be done by means similar to those 
which increase the effective area of San Andreas, but this is but a fractional 
and probably a very smull part of the flowa^ie of the outside districts. 

The capacity of storage afforded by a dam 183 feet high at the proposed 
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site is 25,000 millions of gallons. How if this dam had been ready for SMrrice 
in the fall of 1874, it would have contained, after receiving the yearls drain- 
age, 13,464 millions of gallons. The outlet works and pipe being in order, 
we may suppose a draft of 30 millions of gallons a day, beginning in the fall 
of 1874, to have been drawn off for a year for consumption in San FraQcisoo 
— taking away 11,000 millions of gallons, 1,000 millions being unavailable by 
reason of its level, there would have remained in the reservoir available 1,464 
millions of gallons, a quantity not much more than enough to supply the 
year's evaporation. 

The reservoir would then have been practically empty at the beginning of 
the flood season of 1875-76, which brought down 58,000 millions of gallons. 
Of this the reservoir would have saved 25,000 millions of gallons, plus the 
amount carried away by the conduit during the rainy season, which we may 
fairly take at 4,000 millions of gallons, being 30 millions of gallons for 133 
days. 

This would bring us to April 1st, 1876, when we have the reservoir full — 
that is, it contains 25,000 millions of gallons. By December, 1876, we will 
have taken out 240 days' supply — 7,200 millions of gallons directly — and the 
sun will have taken out hard on to 2,000 millions of gallons, the increased 
evaporation being due to the increase of area of water surface over that ex- 
posed in the year before. Let us call the gross amount of consumption and 
evaporation 9,000 millions of gallons. 

Then on December 1st, 1876, our reservoir will have in store 16,000 mill- 
ions of gallons. The year 1876-77 afforded say 2,800 millions of gallons. 
Then crediting it all on December 1st, 1876, we get up to 18,800 millions of 
gallons. From this time to December 1st, 1877, we take out and evaporate 
12,500 millions of gallons, still using 30 millions of gallons a day. Hence 
on December 1st, 1877, we have in store 6,300 millions of gallons. 

Now we may make conjectures. We have thus far proceeded on facts, real 
or approximate. Let us suppose the year 1877-78 to be the same as the year 
1876-77, affording nearly 3,000 millions of gallons. Adding this to our re- 
serve we enter the year with 9,300 millions of gallons. A draft of 30 millions 
of gallons daily with evaporation will take all of this and require 3,000 mill- 
ions of gallons more, so that in December, 1878, we start again with an 
empty reservoir. 

We have never had more than two dry years in suoession, and we may now 
suppose ourselves to start on a series of average years like those of 1872 and 
the two following. 

The first of these years would have given us, as 1874-75 did, about 13,500 
millions of gallons, being about 19 inches rainfall. The second year giving 
about 25 inches of rain would have yielded perhaps 20,000 millions of gal- 
lons, and the third year would have done about as well, so that we would go 
along very well for a 30 millions of gallons draft, with something to spare. 

While what may be called average years give us easily 30 millions of gallons 
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4iuly^ wheneT«r we apply the test of two dry winters saooeeding each other 
we are liable to fall short of 30 millioDS. 

Objeotion may be made to the height of this dam, namely 183 feet. It is 
probably higher than any dam in the world. The Fnrens dam in France is 
160 feet in height. As the height is increased the width of the base and the 
contents of masonry, and consequently the cost of construction, increase 
▼ery rapidly. The pressures on the masonry at different depths, dne to its 
own weight and to Uie thrust of the water, are all subject to oaloalation and 
may be ascertained with exactness. The strength and weight of the materia) 
used in construction admit of exact measurement. When these facts are 
known as they may be known, and safe margins of strength and stability are 
adopted, the profile of the dam becomes a matter of calculation, and is en- 
titled to the same measure of confidence that is giTen to other engineering 
oonstruotJons which result from calculation. This confidence howerer is en> 
tirely consistent with the prudent feeling which wonld prefer to store so large 
a quantity of water in two reservoirs rather than in one. 

Mr. Scowden in his report makes allusion to a reserroir site in the Isabel 
Valley lying to the east of Mt. Hamilton, which can store 9,000 millions of 
gallons. 

If we reduce the height of the dam at the Oalaveras site from 183 to 163 
feet the effectiTe storage will be reduced from 25,000 millions to 17,300 mill- 
ions of gallons, the reduction being rather less than the storage capacity of 
the Isabel Valley reservoir. If this latter reservoir prove practicable in every 
sense, this arrangement of storing in two reservoirs as compared with one is 
to be preferred, even at the extra loss which will occur by evaporation. 

The contents of a masonry dam 163 feet high at the Oalaveras site will be 
about 150,000 cubic yards, a reduction of 50,000, as compared with the con- 
tents of a dam 183 feet high. At the estimate of $17.50 per cubic yard, the 
saving due to this reduction will be $885,000. This sum ought to do more 
than build the Isabel reservoir. 

Under either of these arrangements the product of the Calaveras watershed 
cannot prudently be estimated to amount to more than 30 millions of gallons 
daily. If additional storage can be provided the daily average supply will be 
ncreased proportionately. 

It is possible to make a large storage reservoir at the Lower Crystal Springs 
site. The total drainage area of this reservoir, not now paying tribute to the 
neighboring series of reservoirs, is about eight square miles, comprising a 
part of the areas of San Andreas and San Mateo creeks. This area will sup- 
ply, in maximum years like 1875-76, about 5,000 million of gallons, and in 
average years 1,500 or 1,600 millions of gallons. The storage capacity given 
by a dam raising the water to the 300-foot curve, measured from the city basSr 
is, as near as can be estimated from the imperfect maps which have been con- 
sulted, about 37,000 millions of gallons. Allowing 8,000 millions of gallons 
storage to the Canada Baymundo proper, there will remain something like 
29*000 millions of gallons for the lower reservoir, which is about 23 or 24 
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thonsand millions of gallons in excess of the requirements of its own natural 
flood drainage. It will take a dam abont 165 feet in height above the valley 
to give this storage. This reservoir must take care of the wat«r that is de- 
rived from the Pescadero and the adjoining streams. Any extra storage re* 
maining over can be devoted to the Calaveras, or the whole. may be applied 
to the Calaveras, leaving the western coast supplies out of the question. If 
this reservoir and that at the Calaveras had been ready in 1875-76, 50,000 
millions of gallons could have been stored in the two reservoirs combined. 

But in order to save the Calaveras water we must have had conduit capacity 
to carry it off as it passed the Calaveras dam site. Let us suppose the water 
to have passed in such a way that 150 millions of gallons a day could have 
been afforded to our conduits for every day from November lat, 1875, to April 
1st, 1876, a period of 150 days. We could have carried away in that time 
22,500 millions of gallons. Three conduits of 40 millions each and one of 30 
millions would have been required, the cost of which is about S% millions of 
dollars, at present prices of iron. These conduits being in operation might 
have saved 47,500 millions of gallons instead of 25,000 millions as before sup- 
posed, and the conduits would have been in service five months. In years 
which give less than 25,000 millions of gallons in the Calaveras, these extra 
conduits will have no work to do unless it be preferred to carry the water to 
Crystal Springs in order to save the excessive evaporation of the Calaveras, in 
which case they would be employed to do this. And even in flood years they 
will be idle the greater part of the time. 

We have here again reproduced in conduit capacity what we have seen to 
be necessary in the matter of reservoirs — namely, a provision of capacity 
regulated for flood years, to remain idle in ordinary years. It certainly ap- 
pears questionable, in the present state of our knowledge, whether this ar- 
rangement of conduits would be judicious. If we were as fully informed of 
the yield of Calaveras for the past eight or ten years as we are of the San An- 
dreas drainage ground, it might be practicable to trace up, year by year, the 
operations of any supposed number of conduits and finally arrive at some- 
thing like the yield that could be depended upon, and the cost of securing and 
storing it; but at present to attempt such a course of reasoning, in the ab- 
sence of well-authenticated facts, would involve us in such a maze of conjec- 
tures and assumptions as to render our conclusions utterly unworthy of confi- 
dence. 

The only reasonable and practicable conclusion which now seems justifia- 
ble is that which we have indicated, which however should be regarded as 
rather in excess of the quantity to be expected than below it. That conclu- 
sion is that the average supply to be confidently and safely expected from 
Calaveras is 30 millions of gallons daily. This amount, it may be repeated, 
may possibly be increased by further storage in the drainage basin of the 
Arroyo Honda and Arroyo Valle, but our information is so limited that it 
would not be safe to lay much stress upon future possibilities. 

It remains to state the probable expense of making the Calaveras avail- 
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able. If we proceed on the bads of the conclusioiis which we hare reached, 
it will be apparent that the scale of works outlined for the future by the 
Spring YaUey Company is entirely too large for the requirements of the case, 
as they appear to us. 

In the Spring Yalley plans the outlet tunuel through the mountains west of 
Calareras, and the canal around the head of Crystal Springs are proportioned 
to carry 150 millions of gallons. The tunnel alone will hare to be completed 
in its full dimensions. The canal can be made at first to carry 50 millions of 
gallons per day, and afterwards its capacity be increased as occasion requires. 
Although the probability is that a canal of this capacity will not be required, 
yet the saving in cost due to a reduction of the capacity of the canal will be 
insignificant, and we may retain the canal as originally projected, for 50 mil- 
lions of gallons daily. 

The tunnel may be reduced to a conrenient working size — say six feet in- 
stead of eight feet diameter —which would reduce the cost to about two-thirds 
of the original estimate. 

A dam 123 feet high will impound about 7,000 millions of gallons and will 
eontain lesn than one-third of the masonry required for a dam 183 feet high. 
A dam 133 feet high will store orer 9,000 millions of gallons and will contain 
two-fifths of the masonry required for a dam 183 feet feet in height. 

These facts suggest the probable practicability of extending the cost of the 
dam oyer a number of years. Having built it to a height of 123 feet we at 
once begin to have the benefit of its storage. By additions in successiTe 
years as needed, the dam would gradually attain its final and full proportions. 

In order to carry out this construction the lower side of the dam would be 
left in blocks or steps, affording the opportunity of making a go6d bond unit- 
ing the new with the old masonry. In this way the work could be carried on 
and bring some results in the way of supply each year after the first two or 
three, and be completed only when the city demands have risen to the ulti- 
mate supply. It will require two years to build the tunnel and canal, and in 
three years it would be possible to get some results from Calaveras which 
would grow as just stated. 

The cost of delivering 30 millions of gallons from the Calaveras into San 
Andreas would be: 

For Storage $3,600,000 

For Outlet Ttmnel and Canal 800,000 

For Iron Ck>nduit, 60 inch diameter, 22 miles long 1,687,668 

$5,887,653 
Add 10 per cent f or contingenciefl 688,766 

$6,476,418 
Add interest for two yean on cost of dam and tunnel and canal 600,000 

Total $6,976,418 

The cost of the masonry dam is very much in excess of an earthen dam 
impounding the same quantity of water. 



THE CALAVERAS. 119 

There are and will be radical differences of opinion regarding the construc- 
tion of this dam, which is really the key and essence of the Oalaveras supply. 

EngiDeering literature has a good deal to say upon the two sides, whether 
our dams ought to be of stone or earth. It is preferred in this report to keep 
within the limits of well established experience, so far as it is known. The 
day may come when an earthen dam 200 or more feet high shall be built, and 
a long subsequent experience may perhaps prove that it was a reasonable and 
proper thing to have done. The soundest possible achievements of engineer- 
ing, whether in dams or in other constructions, are however to be anticipated 
in a kind of structure which admits of calculation and in which the well es- 
tablished laws of strength and resistance of materials permit deductions, 
which shall prove within defined limits the position of the line which divides 
the safe from the unsafe. 

• 

These conditions appear to the undersigned to be wanting in earth, and if 
they are so wanting, it follows that predictions resulting from calculations are 
impossible in earthen dams. What we know of earthen dams we know be- 
cause we have seen it, and if the question be asked, whether an earthen dam 
of any given height and material is safe, we can only be certain when we have 
seen or known a dam of that height and material which experience has proved 
to be safe. On the other hand, the elements of weight, adhesion, friction and 
pressure, which are ascertainable and definite quantities, permit us to estab- 
lish the extent and direction of the forces which affect, either favorably or 
unfavorably, the stability of a stone dam, and reduce the proposition to a 
problem in physics, in which the good judgment of the engineer determines 
the margin of safety by which the practical shall exceed the theoretical. If 
this reasoning is sound it follows that a question as to the safety of a stone 
dam can be answered, not only by experience but also by well-established 
principles of construction. . 

Passing from speculation to fact, the highest dam of which we have a record 
is the masonry dam at Farens, which is 160 feet in height. The highest earth 
dam does not much exceed one hundred feet. If then we are to be governed 
by the experience of others, and do not permit ourselves to enter upon untried 
fields and assume risks the magnitude of which cannot be estimated by any 
known laws, we must confine our dams of earth to a height of about 100 feet. 

It is sometimes said that nature has dams of much greater height than any 
we propose, which have stood the pressure of ages. This is true, and if we 
could hope to imitate nature in the scale of her dams, discussion would be 
unnecessary. Take for instance Lake Tahoe, which is said to be 1,500 feet 
deep. The crest of the dam is the bed of the Truckee Biver, as it leaves the 
lake. The river falls 60 or 70 feet to the mile, so that it reaches the level of 
the bottom of Lake Tahoe in 20 or 25 miles. This distance is the base of the 
granite dam, 1,500 feet in height, of Lake Tahoe. 

The foundations at San Andreas, Pillarcitos and Canada Baymundo are all 
in clay. Under these circumstances earthen dams were the only construc- 
tions open for adoption. It is proper to remark that the construction of the 
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Spring Valley dams is snob as to entitle them to every confidence. Every 
precaution in the selection, preparation and placing of the material used in 
the dam is taken with care and intelligence. 

We may at the close of this review of the Spring Valley resources south of 
San Francisco, now in action or contemplate within the next few years, 
gather the conclusions in compact form. 

The maximum daily resources which can be counted upon for a series of 
years are : 

From the San Mateo Drainage Basins 17 million gallons. 

From Calaveras 30 *• •* 

From Lobos Creek i 2 " ** 

Total 49 million gallons. 

Somewhere between 40 and 50 millions of gallons will be found the reason- 
able product of these reservoirs and drainage basins — ^never so low as 40 and 
never so high as 50 — ^under the hypothesis that seasons will follow each other 
in the future as ihey have occurred in the known past. 

Bringing forward the cost of the Calaveras works, which we 

have found to be $6,976,418 

we must add, for the completion of the Crystal Springs Dam — 32 

feet in height— 80,000 yards, at 50 cents 40,000 

and for the conduit from Crystal Springs to the city and reservoir 

in San Francisco , 1,000,000 

and we have a total of $8,016,418 

as the sum which must be added to the purchase price of Spring Valley as 
the cost of making the described resources available at the San Mateo County 
reservoirs. 

If the conduits across the Santa Clara Valley were laid, and the canal con- 
necting with Crystal Springs and San Andreas built, it would be possible to 
get a supply of water from the Calaveras before the outlet tunnel is com- 
pleted. This would be a temporary device and would consist of a wooden 
flume starting on the Calaveras at a height of about 1,000 feet, with such a 
fall as would carry the water over the summit of the hill which overlooks the 
Santa Clara Valley. This height is something over 900 feet. From this point 
the water could readily be delivered to the head of the pipe 300 feet below. 
Such a flume could be built for something like $150,000, and in connection 
with the Isabel Valley reservoir could maintain a certain supply in advance 
of the construction of the lower dam. This is a possible project, which 
might or might not prove to be advisable. 

The Isabel Valley reservoir has a drainage area of 25 or 30 square miles, 
comprising the eastern and southern slopes of Mt. Hamilton. All accurate 
information that exists is derived from the surveys of Mr. Dyer. It appears 
from these thai a storage of 9,800 millions of gallons is possible with a dam 
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154 feet high. It appears from the profile that another site near by will give 
a storage not very much less, with a dam of 124 feet high, and about 400 feet 
long on top. It will require nearly two feet drained ofi the land to fill this 
storage capacity. A dam 105 feet high will give between five and six thou- 
sand millions of gallons storage. This reservoir is an important feature in 
the Oalaveras system, and whatever storage can be effected here is so much 
saved in the height of the dam below. 

The best reservoir site for the waters of the Oalaveras is at Sunol, where a 
dam across Alameda Greek would be able to store the drainage of quite five 
hundred square miles. The height of the ground at the dam site is about 
250 feet. The railroad however passes through the valley, and it is impossi- 
ble to build the dam while the railroad holds its present line. 

The arrangements which have been described will be sufficient to store the 
Calaveras water and transport it to the Baymundo and San Andreas reser- 
voirs. We have yet to provide for its transit to the city. The conduit pro- 
posed from the Canada Baymundo to South San Francisco is intended to 
carry 18 millions of gallons daily. The San Andreas carries nine millions of 
gallons and the Pillarcitos three, so that the total is 30 millions of gallons 
per day. It will therefore be necessary to provide for carrying about 18 or 20 
millions of gallons daily from these reservoirs to the city. 

We have already seen that it is possible to carry a portion of the Calaveras 
water to Lake Honda by laying a pipe about nine or ten miles in length from 
the end of the canal to the tunnel on the Pillarcitos line. A 24 inch pipe 
would probably be sufficient for the upper supply, carrying four or five mill- 
ions of gallons daily. In order to provide for the remainder, another pipe 
must be laid to carry 13 or 14 millions of gallons a day. It will probably be 
laid from San Andreas and be made to discharge into a city reservoir at a 
height of 300 feet or a little less and be about 10 miles long. This pipe will 
have a fall of about eight feet to the mile and be 34 to 36 inches in diameter. 
Both of these pipes will be under light pressures, in no case exceeding 215 
feet, and this only in crossing ravines. 

The cost of these conduits is estimated to be $275,000, of which one-third 
will be due to the 24 inch pipe. The reservoir is placed at $400,000, making 
the total $675,000. Adding this sum to $8,016,418 we have $8,691,418 as the 
probable cost of making the Oalaveras and Canada Baymundo resources avail- 
able in the city reservoirs. 

THE LOWER CBYSTAL SPBINGS DAM. 

The height of the base of this dam above city base will be about 140 feet. 
A dam 110 feet in height, which if made of earth would contain 300,000 cubic 
yards, gives a total storage of about 9,000 millions of gallons, of which two- 
thirds would be available for delivery through the pipe which is to be laid 
from the Canada Baymundo to the city. This is about the height which a 
dam ought to have to store the natural drainage of the basin, but inasmuch 
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as this reserroir must store the water reoeiyed from the Pescadero and adjoin- 
ing streams or the extra supplies brought from the Calayeras, it is proposed 
by the Spring YaHey Company to carry the dam to the height of 165 feet 
abore the level of the raUey. If we require this to be built of masonry the 
contents will be nearly 100,000 jabio yards, and its approximate cost $1,500,- 
000 independent of any special expenses on account of land or vested rights. 
This reservoir completes the system of the Spring Valley as now foreseen. 
When it is made ready for service the total capacity of the storage reservoirs 
will be as follows, namely: 

Calaveras 25,000,000 gallons. 

Crystal Springs 37,000,000 

Sui Andreas and other reservoirs 8,000,000 






Total 70,000,000 gallons. 

When conduits from the Calaveras or from the coast slopes of the moun- 
tains shall be made in number and capacity to fill the Crystal Springs reser- 
voir, then we shall reach the ultimate limit of the Spring Valley resources, as 
they now appear to exist. This limit is attained approximately by dividing 
the total storage by 900, the result being the greatest daily supply that can be 
expected, year in and year out. We find it to be about 80 millions of gallons. 
The lengths of this dam, carried to the height of 165 feet, on the top and bot- 
tom are respectively 445 feet and 35 feet. The foundations can be placed in 
the rock of the country. 

THE SUPPLIES OF THE WESTEBN SLOPE OF THE PENINSULA. 

Starting from the Canada Baymundo, twenty-five miles from San Fran- 
cisco, a westerly course carries us in a few miles on and over a high, well 
timbered range of mountains, named on the map the Sierra Morena, which is 
drained to the Pacific Ocean by a number of streams, reaching the sea in dis- 
tances of 10 or 15 miles. The mountains lying so close to the sea, and hav- 
ing elevations of two to three thousand feet, these streams necessarily have 
steep declivities, which enable them to carry the heavy drainage of the dis- 
trict. The principal streams in order going south are the Tunitas, San 6re- 
gorio and Pescadero. They drain a length of 18 or 20 miles, measured on the 
crest, and the width between the mountains and the sea varies, growing wider 
as we go south. 

There are several propositions for developing these resources for water 
supply. They all establish the headworks at an altitude sufficient to enable 
the water to be delivered into the Canada Baymundo at the height of 300 feet. 
The area situated at an altitude sufficient to permit its drainage to be deliv- 
ered into the Canada Baymundo at an altitude of 300 feet is about 60 square 
miles. One-half of this area lies on the drainage ground of the Pescadero, 
and nearly one-third in that of the San Gregorio. 

The rapid fall of the country permits no reservoir sites of any value. The 
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storage reserroir must be in the Crystal Springs valley. We have already 
seen how prominent a feature the reservoir system is in any discussion of the 
production and utilization of water. The reserroir sites are the strategic 
points of the peninsula, and the Spring Valley Company is entrenched upon 
them. This consideration makes the supply of the western slope, if it is at 
all considerable, necessarily an adjunct and feeder of the Spring Valley sys- 
tem. 

The region we now speak of is known by every good evidence except sys- 
tematic observations to have a large average rainfall. The heavy timber and 
luxuriant growth of smaller vegetation — whether partly cause or partly e£Eeot 
of rain — are at least an evidence of it. The seasons are, of course, subject to 
the vicissitudes of comparative drought, but in most years there is a large 
fall. The district adjoins the Pillarcitos which also lies on the western slope, 
and of which we have records of rain for twelve years already tabulated in 
this report. The annual extremes, so far as known, at Pillarcitos are a max- 
imum of 81 inches and 21 inches as a minimum, the last being the record of 
the present year to April 20. 

The absence of reservoir sites compels the adoption of the device which we 
have seen applied in the case of Lock's Creek, namely, a conduit with capac- 
ity to carry a large quantity in the rainy season. During the remainder of 
the year the conduit will use but a small fraction of its capacity. 

The number of rainy days varies very much. By the Pillarcitos records 
there were 53 days of rain in 1864-65, 87 in 1867-68, 79 in 1871-72, and 67 in 
1870-71. The daily averages of fall on rainy days vary as follows: in 1861-65, 
one inch; nearly an inch in 1867-68, nearly an inch in 1871-72, and about 
six-tenths of an inch in 1870-71. The largest fall for any single day was on 
the 19th December, 1871, when 10.79 inches fell. On the same day at San 
Andreas 13.63 inches fell. In the week beginning on the 18th December, 
1871, and ending on the 24th, 32 inches fell at Pillarcitos and 40 inches at 
San Andreas. At the latter point only 10 inches drained into the reservoir in 
the same .time, which is the more surprising because* none of the drainage 
basin, is more than three miles distant from the reservoir, and in addition, 
the fall of the ground towards the reserroir is rapid. The record of this week 
has no counterpart in any other part of the history of these reservoirs; but a 
fall of two or three inches on each of two or more successive days is not un- 
common. When an inch a day drains off the land, the 30 miles of the Pesca- 
dero will drain 500 millions of gallons in 24 hours, and 60 square miles will 
drain 1,000 millions of gallons. There must be a number of days in wet sea- 
sons when this amount of water runs off. There are, of course, floods when 
the daily drainage very much exceeds this quantity. 

There are several routes by which a conduit can be taken to the Crystal 
Springs reservoir. One will be found described in the report of Mr. Scowden, 
which is understood to be based on the survey of Milo Hoadley, C. E. This 
plan proposed a dam 90 feet high at the Pescadero, below Peter's Fork, which 
will store 600 millions of gallons. The top surface of the reservoir when full 
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is placed at 410 feet eleyation above the city base. This reservoir is to be 
nnited with the Canada Baymundo by an aqueduct — ^partly canal and mainly 
a tunnel— which follows the face of the mountains in a northwesterly direc- 
tion for about 20 miles, and in so doing crosses the San Gregorio and other 
streams whose waters ai-e to be intercepted and received into the aqueduct. 
There are 5% miles of canal and 15% miles of tunnel on the route, tiie tun- 
neling being generally distributed in convenient lengths for working. The 
conduit is intended to omj 125 millions of gallons per day, and the fall is 
227 feet per mile. 

The gaugings of these streams in January, 1875, after a drought of six 
weeks, was as follows: 

Pescadero 2,434,100 gallons. 

San Gregorio 1,415,200 gallons. 

Total 3,859,300 gallons. 

(See report of Mr. Scowden.) 

This capacity of 125,000,000 gallons daily is about equivalent to one-eighth 
of an inch drained off the land, estimated at 60 square miles. If the aggre- 
gate daily flow of the streams could be limited to this sum the aqueduct would 
secure all the water, but for days that the flowage exceeds this amount the 
excess is necessarily lost, except only the quantity that is intercepted by small 
reservoirs. In very inclement winters a larger proportion of the rain occurs 
in heavy fall than in moderate years, so that it is possible that a severe winter 
might give us no more water for use than one that is moderate. The gaug- 
ings made in January after six weeks drought, showing a daily flowage of 
4,800,000 gallons, indicate that in the summer and fall, no rain having fallen 
for five or six months, we may expect a quantity considerably less than four 
millions of gallons daily. On May 31st, 1876, the San Gregorio carried by 
measurement five milliQns of gallons daily, and the Pescadero about eight 
millions of gallons. 

Exact observations of the dally flow of the streams for years of different 
types would afford the means of ascertaining definitely what yearly amounts 
of water could be secured, and what dimensions ought to be given to the con- 
duit. With this information the project would be in a shape for intelligent 
consideration. As the case now stands, we are really ignorant of the quan- 
tity we could hope to secure in any winter, and we can only deal with the 
subject by generalities, and thereby reach conclusions the soundness of which 
may well be doubted. 

There are two other propositions for bringing the western slope drainage 
into the Canada Baymundo, proposed by the Engineer of the Spring Valley 
Company : one by a tunnel three or four miles long — ^from a reservoir to be 
constructed on the San Grdgorio at a point something more than 400 feet in 
height — through the mountains, emerging on the head waters of the San 
Francisqnito Creek; thence by canal to the Canada Baymundo, entering it by 
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a Moond tunnel. The third and last proposition is to pierce the monntaim 
by a tunnel from Pillarcitos Greek to Canada Baymundo, near the site of Mr. 
Hoadley's tunnel. Instead, however, of conveying the water to this point 
loj a masonry conduit, a combination of flume and iron pipe is proposed. 

It is quite possible by one of the routes described to obtain from this source 
a certain additional quantity of water, which is probably considerable; but it 
is hardly possible now to say how much, nor at what cost. 

The potable quality of these waters is admitted to be good. The worst 
feature about them is the discoloration, which is caused by the escape of red- 
wood saw-dust from the mills to the streams. 

If any large quantity of water is derived from these sources, it must be 
carried mainly in four or five months of the year, and storage for it must be 
provided in the Crystal Springs reservoir. This necessity for storage will — 
particularly if any considerable increase over our estimate of the Calaveras 
supply be obtained from that and the adjoining areas of the Arroyo Honda 
and Arroyo Yalle— demand the construction of the Lower Crystal Springs 
dam, for the reason that there is little storage to spare in the existing reser- 
Toir in excessive years. 

We have not followed the Spring Valley prospects to this final development 
of its resources. In order to do this with any approach to accuracy it would 
te necessary for us to know what supply can be depended on, not merely 
for the Pescadero and the adjoining areas on the western slope, but also for 
the areas contiguous to the Calaveras. The necessary information must come 
from future observation. 

A systematic survey of the country, with a definite location of a conduit, 
can alone furnish a satisfactory basis for an estimate of the cost of bringing 
the waters of the Pescadero and adjoining streams into service. The size of 
the conduit will of course be an essential element. As three-fourths or more 
of the water secured must be carried off within three, four or five months, 
there is an obvious necessity for a large conduit, if we set out to get a large 
supply. The adjustment of the questions which arise, as to route to be pur- 
sued in this difficult country; as to the most judicious capacity to be given to 
the conduit; as to its character, whether of masonry or of iron; and the rea- 
sonable water supply that can be obtained, is under the circumstances quite 
complex. 

We have arrived in some of the different projects at a money value for a 
thousand gallons of water, but without the survey and study which have been 
described, it will be quite impossible to bring this source of supply to the 
same test. We can, however, hardly pass this subject without some attempt 
to fix our ideas on an approximate water yield, even though the data are in- 
sufficient for sound conclusions. 

The year 1867-68 had 87 rainy days, the greatest number and the greatest 
fall yet recorded at Pillarcitos reservoir, reaching 81 inches. If we suppose 
such a year to occur again, with rain falling with regularity, giving nearly an 
inch a day for each rainy day, and about two-fifths of an inch a day average, 
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from October 15ih to May Ist, which may be taken as the limits of the sea- 



son, we should have a year in which the oondnit might ran full, say froic 
November 15th to May 1st, a period of about 160 days. The rain that fel 
before November 15th wonld be taken np by the ground asd yield a little 
drainage. If we could suppose a year like this, we mig^t get perhaps 20, 
millions of gallons in a season, provided we have the necessary storag 
Neither the year we have mentioned nor any other year in California co 
forms to this description. The rain, instead of falling uniformly, falls as 
rule in storms. December and January usually give half the fall of the yei 
and the fall of each of these months takes place in 15 or 20 days. For ii 







stance, in the year we speak of the fall in December was 26^ inches. Thi 
came down in 16 days, and seven-eighths of it in 10 days. During these s( 
sons of heavy fall the streams convey more water than can be taken care o- 
either by the conduit or the reservoir. It is therefore lost. Perhaps in all 
this winter a conduit of 125 millions of gallons capacity would have run fn 
for 60 days. For as many more days it would have carried perhaps half i 
capacity, and during the year have given 12 to 15 thousand millions of 
Ions. This is an extreme case. The previous year (1866-67) would also ha^ 
£^ven a large supply. On the other hand, a year like the one that has ja^ : 
passed wonld not have given much more than a small fraction of this ma^ 
mum supply. If we apply the test of two years like the past, yielding litt>' 
or nothing and succeeding a heavy year like 1867-68, the average for the thr< 
years will probably be something like 5,000 or 6,000 millions of gallons {► 
year, or 14 or 15 millions of gallons a day. 

This conclusion is based upon a conduit to carry 125 millions of gallon^B- ^ 
day, and upon a storage capacity of 15,000 millions of gallons at Grystt^-^^l 
Springs. Whether the practicable yield prove to be 20 millions of gallon^K- ^ 
day or as little as 10, it is in either case an essential part of the peninsi:^i>^S-A 
supply. 

THE DISTRIBUTION SYSTEM OF THE SPBING VALLEY CO. 

The part of the area of the city which is covered by a circulating sys 
is divided into districts, which are supplied each from its own service res> 
voir, with connections which permit the higher service to supplement fl 
lower. These districts are represented in colors on the map attached. 

The area south of Market street, except six blocks on Bincon Hill — whi 
are controlled by Lake Honda — is supplied from Colleoe Hell Sebv^ 
Besebvoib. This district also includes about one hundred blocks nortl*- ^^* 
Market street, all lying below the contour of 100 feet elevation. WitB^J^ 
the College Hill district there are about 20 blocks having a higher altitca^^ 
than 100 feet. These lie nearer the reservoir. The greater part of the 
Irict is below an elevation of 50 feet. The altitude of the College Hill 
voir is 252 feet, so that there is over the greater ^art of the district a presstxr^ 
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iiudns of 200 feet or more, except in bo far as it is diminiRhed by loss 
in transit. The area of the district is more than half of the whole 
rered by the system of the Oompany, and its population is probably 
than half that of the city. 

of the lower level of the city, which is not included in the College Hill 

is supplied from the Lowbb Bussian Hill Bbsbbyoib, which has an 

6f 139 feet. This district is bounded on the sonth by Oalifomia 

and on the west by Kearny street as far as Pacific, beyond which point 

district is irregular in shape, and runs on both sides of Telegraph Hill as 

altitades will permit, always or nearly always considerably below the 100 

oontour. 

Honda and the Uppbb Bussian Hill Besebvoib, having altitudes of 

and 906 feet respectively, control the remainder of the districted portion 

aku^ dty, with the exception of 15 blocks which are supplied from the 

Btbbet Tank, having an elevation of 375 feet. The water cannot be • 

to this tank by gravitation, but it is pumped from the Lake Honda 

The high service system from Lake Honda and Upper Bussian Hill 

covers all the ground above 100 feet elevation, with the exceptions 

mentioned as included in the College Hill district, and also includes 

16 land below the 100 foot contour, which more than makes up for all that 

^OolUge Hill supplies above the 100 foot level. The quantity of water. 

Led in the upper district does not much exceed, if it equals the average 

tiuree millions of gallons a day, leaving nine or ten millions of gallons a 

fox the land lying below 100 foot elevation. It is quite safe to say that 

-fourths of the water now used in the city is on land lying below the 100 

contour. 

le limits of these districts cannot perhaps be regarded as absolutely fixed. 
College Hill district can of course be made to include land in the western 
Ition to a height of 150 feet or perhaps 175 feet, with a proper system of 
I, and still have a fair pressure. 

len the conduit from the Cafiada Baymundo is laid in town it will end in 
^aeeservoir having an elevation about 170 or 180 feet. This height will con- 
ptd the lower part of the districts now supplied from College Hill with a pres- 
Btte not less than 30 or 40 pounds, and College Hill can then be applied to 
like middle service, extending to elevations of 150 feet or thereabouts. 

k 

" If the whole of the Lobos sapply — two millions of gallons— -be pumped to 
he Upper Bussian Hill reservoir, leaving the Lower Bussian Hill district to 
^ supplied from Crystal Springs, it and the Pillarcitos three millions of gal- 
i^iui will amount to five millions of gallons or a little more for the future 
lllpply of the district above 150 feet elevation. This will probably be sufli- 
tteai for a number of years, and until some time after Calaveras is brought 
biio requisition, when it will be possible at small expense to replenish Lake 
Kcmda from Calaveras by means that have been elsewhere described. 

The mains from the College Hill and Lake Honda reservoirs are 22 inches 
ilt diameter, a small portion of the last-named being 30 inches. The whole 
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pipe system consists of the following lengths and sizes, including the vrotight 
iron mains from the reservoirs just mentioned: 



3,673 feet 30 inch Wrought Iron 

16,341 " 22 " 

17.896 " 22 •• Cast 

1,202 •• 20 " 

23,694 " 16 •* 

61,611 •• 12 " 



«( 



«f 



11,293 feet 10 inch Cast Iron 

164,083 " 8 " " •• 

263,784 " 6 " " •• 

240,842 " 4 " " " 

88,159 •• 3 " •• " 

881,371 Total. 



The total length of the street system is 881,371 feet, and its weight is as 
nearly as can be estimated 38,000,000 ponnds. 

The condition of the pipes in the ground cannot be known. -The earlier 
ones were probably laid without being ooTered with a bituminous coating. 
In such cases tubercles are apt to form in the pipe and obstruct the flow. 
This effect is more noticeable as the water is soft, and in some qualities of 
iron more than in others. The water derived from San Andreas and Pillar- 
citos is not however very soft. 

The demands upon a circulation system are very unequally distributed. 
As a rule, the demand is at a maximum from six to ten o'clock in the morn- 
ing, falling in a well regulated system to little or nothing in the night. If 
there is any considerable loss of water after nine o'clock at night, it may be 
credited to waste. This may be termed the diurnal variation. 

There is also a weekly variation in that Monday requires a larger supply 
than any other day in the week, while Sunday consumes less than any other 
day. A series of warm days introduces another cause of increased demand. 

Last of all, lires create a large local demand for a certain time, greater or 
less according to circumstances. A distribution system ought to be propor- 
tioned to meet the largest of these demands. 

The practice of engineers varies in regard to the proper capacity of mains 
as related to the daily demand. The least that is allowed is a capacity of 
twice the daily demand, which means thai the pipes shall be able to carry in 
12 hours the consumption of 24 hours. The practice varies from this to six 
times the demand, which requires the pipes to carry in four hours the con- 
sumption of the whole 24 hours. 

The College Hill district is supplied by a 22-inch main, which passes 
through Valencia and Market streets. This main has recently been extended 
as far as Sansome Street. There is also a 16-inch main on Valencia Street, 
and one of 12-inch on Mission Street. In the report of the Superintendent of 
the Spring Valley Company, dated June, 1875, the suggestion is made that 
the 16-inch pipe on Valencia Street can be taken up for use elsewhere. It 
can however hardly be spared. The present capacity of these mains, sap- 
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plemented by the 2^ millions of gallons in the Market Street reserroir, is 
none too great for the didtrict which they supply. 

The Spring Valley company is engaged in remedying the deficiencies, which 
have existed and still exist in the populous districts by laying larger mains. 
They have recently extended the 22-inch main down Market Street to San- 
some, and they propose to lay a 16-inch main from Market along Seyenth 
Street to Townsend Street; along Townsend to the eastward and back to Mar- 
ket. This main will be of great value to the populous district south of Mar- 
ket Street. Another improvement consists in uniting the dead ends which 
have existed in many places. 

The Company has no map of its circulation system in a compact form, 
which would permit a study of this subject in detail. The system, however, 
is admitted to need the introduction of large mains, either to replace the 
smaller pipes originally laid, or to supplement their want of capacity by bring- 
ing to their aid a reservoir close at hand, from which they can be replenished. 
This may be done by a network of mains, surrounding districts made up of 
several blocks. 

It is proper to remark that the pressures in ilie pipes in the lower part of 
the city are very considerable, and in excess of those found in most other 
cities, being in the neighborhood of 100 lbs. at night, and often 60 or 70 lbs. in 
the daytime. This fact justifies the use of smaller pipes than can be permit- 
ted when the pressure is less. 

It is plain that a new system, based upon our clearer conceptions of the 
future wants of the city, could have an unity and proportion which cannot be 
expected of one that has grown up under the circumstances of the past growth 
of the city. 

For the purpose of making comparisons of cost of the various projects, a 
study has been made of the existing system of pipe service, with the view of 
ascertaining what it would cost to reproduce it, or to provide another system 
equally as good. The result of this study indicates $2,000,000 to be a liberal 
value of the existing pipe system. In its present condition, it may for pur- 
poses of comparison be held barely adequate for the distribution of the 
amount of water which the Company claim to supply to the city, namely 13 
millions of gallons daily. 

A comparison and study of the distribution systems of some important 
cities reveal very essential differences in the sizes of the mains. For instance, 
Chicago has in her street service three gallons capacity for each foot of pipe, 
Boston has 6>^, San Francisco has 2-j^, and St. Louis has six. Measured 
by population, Chicago has in her pipes 14 gallons per head, Boston has more 
than 25, San Francisco has 7-^, and St. Louis has about 12. In length Chi- 
cago has 410 miles, Boston 320 miles, San Francisco 163, and St. Louis 178. 
The proportion in mileage of four and three inch pipes is larger in San Fran- 
cisco than in any of these cities, amounting to 38 per cent, of the total pipe- 
age, whereas the percentages in Chicago, Boston and St. Louis are re- 
spectively 33, 10 and 9. In St. Louis no pipes smaller than six inch have 
10 
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been Uid for aerend jmn. An absenee of the large maina ftom M inebas 
iqnrarda ia alao noticeable in our ajatem aa compared with these cities. Boa- 
ton baa nearljT aeren per cent, of her pipeage in maina of 34 to 48 indiea. 
San Franctaeo baa four per cent, of 22 and SO inch, of the latter only one- 
third of one per cent. In St. Looia one-eighth of the mileage ia 90 inch and 
abore to 36 inch. In Sen Frandaoo the proportion ia a trifle otbt one- 
twentieth. 

LAGUNA DE LA MERGED. 

There yet remaina to be noticed an extremely reliable aonroe of snpi^, 
which liea closer to the dty than any which has been mentioned. This is 
the liAfiUHA Ds LA MxBCKD, which ia within the corporate limita of San 
Frandaco, although beyond the exterior limits of its settled district. 

It baa an area of about 331 acres. It is fed by springs which deUyer to the 
lake, with remarkable nniformity, a quantity which baa yaried but little from 
fire millions of gallons per day, aa measured by such approximate means as 
were possible, in a number of yidts beg^inning in May, 1876, and extending 
to February, 1877. The true daily supply can only be ascertained with cer- 
tainty by obaeryations of the outflow, continued through a series of seasons, 
embracing the maximum and minimum rainfall. This has not been done. 

Some gaugings were begun in September, 1874, under Mr. Scowden's direc- 
tions, and continued for a short time. The maximum measurement of the 
rainy season was not included in the gaugings. The maximum result ob- 
tained in this series was 5,680,434 gallons per day. The minimnin gauging 
is not stated in the report. 

We do not know the fuU eflSect of a season of drought upon this supply. 
There is a good reason to suppose from the character of the drainage ground 
and the mode in which the water is carried to the lake, that the supply will 
not be reduced in dry seasons to anything like the extent that the other drain- 
age basins are affected. The really reliable supply in a series of years of 
yaried rainfall cannot therefore be stated with the definiteness that is desir- 
able. It has been for the past year about fiye millions of gallons daily, 
and at times perhaps six. 

The oyerflow of the lake reaches the ocean through a channel a mile or so 
in length. The lake has high banks, which on the west are of sand and on 
the other shores of sand and loam, oyerlying a stratum of hard pan, imper- 
meable to water. The rainfall penetrating this layer of soil, reaches a 
stratum inclining towards the lake, and trickling with little yelocity, takes a 
year or more to deliyer to the lake what it receiyed from the clouds in a few 
months. The soil plays the part for the lake that the snow does in the 
Sierra. It holds back and moderates the drainage of the land during the 
rainy season, to pay it out with some regularity during the year. 

It is sometimes suggested that the uniformity of flow implies a distant 
source, and that the supply is artesian in its character, but the phenomena 
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obseryed seem to be entirely in harmony with the local circomstanoes, and to 
be explained by them. 

The drainage basin of the lake is about dight square miles in area. It ex- 
tends to and includes a part of the western slope of the San Bruno Mountains. 
This circumstance may give a higher rainfall over the district than that which 
has been observed in San Francisco. No observations of rainfall have, bow- 
ever, been kept. The drainage basin is a plain without any trees or foliage, 
and a great part of it is under cultivation. 

The level of the lake has maintained itself, when visited during the past 
year, at nearly the same height, and latterly an inch or two higher than in the 
earlier visits. The supply from the springs just about equalled the overflow. 

The proper way to utilize this water for city consumption would be to place 
a dam across the outlet, which is but a few feet in width, and at the same 
time place two pumps, or one perhaps might answer, with a sufficient reser- 
voir. With two pumps a small reservoir of a capacity of 20 or 30 millions of 
gallons, at a proper height, will be all that is required. If a single pump is 
used, it would be proper to provide a larger reservoir to keep up the supply 
during any temporary stoppage of the machinery. From this reservoir a 
large main would supply the city. This proposition supposes the supply to 
be utilized, independently of the Spring Valley or any other system. 

The height of the surface of the lake appears, by the notes of surveys that 
have been made, to be about two feet above the city base. The height of the 
reservoir selected by Mr. Scowden is 340 feet. The distance from the pump- 
house to the reservoir is 5,865 feet. Other sites having about the same ad- 
vantage exist in the neighborhood on the plain. 

The cost and character of the constructions necessary to store the water in 
the lake, to establish the pumps and force main and to build the reservoir, 
can be stated with tolerable accuracy. When however we pass beyond this 
and begin to plan a distribution system for the city, the question arises at 
once, shall the pipes be laid all over the city or shall the system be confined 
to a particular district? and if so, what district shall be selected as the one to 
receive its supply from Lake Merced? 

The supply being estimated at five millions of gallons daily, which amount 
is insufficient for the whole city with its present population, it is plain that if 
the city should desire water from this source it must be supplemented by an- 
other supply. The arrangements which ought to be made for utilizing the 
water will, for this reason, depend on circumstances outside of this particular 
supply. For instance, if Lake Merced is treated as a part of the peninsula 
system, the natural plan would be to pump either into the Pillarcitos or San 
Andreas conduits, both of which pass within practicable pumping distance of 
some point of the lake. 

The Pillarcitos conduit discharges into the Lake Honda distributing rMcr- 
Yoir and supplies the highest district of the city. The San Andreas conduit 
terminates at College Hill reservoir and delivers the main supply of the dty. 
To reach the Pillarcitos flume, the water would have to be pumped about 410 
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feet in height throngh a conduit 6,000 feet long, while the lift to the San An- 
dreas conduit would be something less than 300 feet with a conduit about 8,000 
feet in length. 

The cost of pumping is an essential element in the economy of the system. 
We have the cost in the yarious cities of the country which are supplied by 
this means. A very great difference is noticeable in different cities. The 
▼arying price of coal, the different heights, the amount pumped in a given 
time, the proportion of time of action of the engines as compared with the 
time they are at rest, are among the circumstances which affect the cost in so 
▼aried a degree. The cost of fuel is larger here than in any of the other 
cities in the country. This fact and the general price of labor will prevent us 
from securing so cheap service as can be afforded in some Eastern cities. 

The cost of pumping one million gallons one hundred feet high is stated in 
official reports to be as follows for the cities named: 



1876 Brooklyn $8 79 

1876 Jersey City 11 27 

1876 FhiladelphU, at Sohuylkill Sta- 
tion 17 06 

1876 Philadelphia, at DeUware Station 12 98 
1876 Belmont 7 86 



1876 Bozborongh $10 81 

1876 Cincinnati at three different ( 9 61 
Stations { 7 96 

( uao 

1876 LooisYille 8 46 

1876 Chicago (for 9 months) 9 00 

1876 St. Louis, for 6 mos. {^Z^}^ ^ JJ 



The study which has been made of this subject renders it probable that, 
with a well arranged system, the pumping at Lake Merced could be done for 
11 cents per million gallons one foot high. In this amount is included an allow- 
ance of 4 per cent, on the cost of machinery for repairs. Assuming this rate, 
the cost of raising five millions of gallons 340 feet high becomes, with allow- 
ance for friction head, $191.50, which represents the daily expense. The coal 
is assumed to cost $7 per ton at the pumping station, and the hourly con- 
sumption is seven pounds per horse power. For the purpose of maintaining 
the supply during a period when the engine may be disabled, we have the 
choice of building a reservoir of considerable capacity or of pletcing a second 
pump in position. The latter alternative is the more economical. Without 
intending to express an opinion as to the relative economy or advantage of 
different types of pump, the Worthington Duplex, which is extensively used in 
the East, is assumed for the purposes of estimate. If there be differences of 
cost and advantage between this and other machinery, these differences will 
not make any very essential alteration in the estimate. 

A reservoir at 340 feet elevation, built in a substantial manner in two divi- 
sions holding 20 millions of gallons, may be expected to cost not more than 
$240,000. Two pumps of capacity to deliver five millions of gallons daily 
each can be placed in position for $90,000. The other expenses attending the 
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establishment of the works— inclnding the purchase of hind for reservoir, 
right of way, force main 24 inches diameter, engine honse, gates and tene- 
ments^ought to be provided for $160,000, making a total of $500,000, to 
which we may add 10 per cent, for contingencies, giving a gross sum for all 
expenditures of construction of $550,000, which contemplates arrangements 
of the best character. The yearly interest on this at six per cent, is $33,000, 
or per day $90.41. It will be remarked that an engine of five millions of 
gallons capacity is kept in reserve. 

The daily expense of pumping was found to be $191 50 

Add interest 90 41 

Total daily expense $281 91 

This sum delivers five millions of gallons daily into the reservoir at 340 feet 
elevation. The cost per thousand gallons is therefore 5.6 cents. 

If, instead of pumping to the reservoir, the water is delivered into the Pil- 
larcitos flume, the capital cost will be reduced by the expense due to the res- 
ervoir. The force main becomes somewhat longer, and the pumps a little 
heavier and more expensive. The height is assumed to be 410 feet. The 
daily cost of pumping becomes at same prices about $231.00. The interest 
account will be reduced so that the gross sum of daily expenses — pumping and 
interest — will amount to about the same as in the former case, and the cost of 
delivering water into the Pillarcitos line by a permanent pumping system 
will not probably vary much from 5.6 cents per thousand gallons. Pumping 
to the San Andreas line, the cost will be about 4.5 cents per thousand gallons. 

In this calculation no account has been taken of the cost of the property to 
the city, nor for any expenses of management, nor for any system of distribu- 
tion. These last two items are so intimately connected with and dependent 
npon the arrangements by which the water may be delivered in the cit^ — 
whether through the Spring Valley or by an independent system — ^that it 
seems useless to attempt at present to estimate upon them. The first item, 
namely, the cost of the property, may be the subject of negotiation, and its 
amount cannot now be known. 

Under these circumstances it seems hardly necessary to pursue the calcula- 
tion further at present. 

The general §irrangements for utilizing the water are proposed to be essen- 
tially the same as those recommended by Mr. Scowden. The reservoir capac- 
ity is, however, very much reduced. 

There are possible and even probable circumstances, under which this sup- 
ply may become indispensable to the city. If the coming winter proves as 
unfruitful in water production as the one just past has been, this lake will be 
a very important and perhaps the only resource which can stand between the 
city and a great disaster. If the supply maintains the same dimensions which 
it has preserved during the past year, it may be sufficient, with economical 
4X>nsumption, to carry the city during the year. 
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The analysis of the water will be found in the table of water analyses (see 
Appendix A), which is attached to this paper. A considerable growth of tale 
exists in the shallow water around the edges of the lake. The water has a 
Tegetable taste, which is generally found to be the case where the tule abounds, 
and which for this reason is attributed to the tule growth. It is possible that 
the tule may be exterminated by proper measures. 

The distance from the well populated part of the dty to the lake is about 
fiye miles, and to the edge of its drainage basin the distance does not exceed 
three miles. With the growth that the city is expected to haye, twenty or 
thirty years may place a considerable population within the drainage basin of 
Laguna Merced, where now there are but a few scattered houses. When the 
drainage basin or any considerable portion of it becomes a real part of the 
dty, and is laid out in streets lined with houses, the lake will be poisoned by 
the sewage, unless special means are taken to preyent this result. 

The thorough way of protecting the lake from the effect of sewage would be 
to keep the drainage basin free or nearly free from population. This course 
oan hardly be regarded as practicable. The possession by the city of the land 
surrounding the lake, with a system of works adapted to carry to the sea the 
drainage of the portion of the city which is naturally tributary to the lake 
would, of course, be effectiye in protecting it, but if the yiew which this Be- 
port takes of the mode, by which the Lake is fed, be correct, this protection 
would inyoWe the loss of a large portion of the water which it now pos- 
sesses. 

If, on the other hand, the supply can be regarded as artesian in its charac- 
ter, the protection would inyolye no sacrifice of its daily supply. 

Although it is thought, for the reasons that haye been giyen, that the La- 
guna Merced cannot be regarded as a proper and pure supply for all time in 
the future, yet for a number of years to come it will be free from objection on 
account of noxious drainage, and in the meantime it may be the means of 
saying the city from a great calamity. 

NoTB.— The area of Lake Merced is stated in ICr. Scowden's map to be 331 acres. The 
area, as taken by a planimeter from the Coast Survey sheets, is 882 acres. 

FEATHER RIVER. 

A proposition to bring a water supply from the Fbathbb RiysB will be 
found in the appendix. This proposition was presented at so late a period of 
the inyestigation, that it could not receiye a detailed examination. 

The first feature of this proposition is the proposal to construct a tunnel at 
or near the Golden Cktte, the city taking no risk of failure, but paying a spe- 
cific price after its completion. This feature is essential. Without the tun- 
nel the proposition falls. Some yiews haye already been expressed on the 
subject of this tunnel. It cannot be deemed impracticable. The tunnel be- 
ing constructed, it is proposed to take the water out of Feather Riyer by a 
canal, and carry it to a point on the foothills 977 feet in eleyation. At this 



FEATHER RIVER. 135 

point the water enters a reTersed syphon, (the length of which is not stated,) 
which crosses the Sacramento Valley and discharges on the foothills of the 
Coast Range at an altitude of 697 feet. From this point to San Francisco 
the conduit is an open canal located on the flanks of the mountains, syphons 
being used only for the passage of the valleys which are encountered on the 
route. The line of this canal has never been located and its length is not 
known. 

The want of specific data of quantities, length and circumstances prevents 
^a critical examination of the project, but there are certain general consider- 
ations that have a bearing upon the subject, which are worth remark. 

In this project the conduit is mainly canal, iron syphons being used only 
when indispensable. We have no means of knowing the length of the con- 
duit. All told it must be 250 miles, of which hardly a sixth is closed. 

In tke other projects which have been considered, the length of canal 
has been only one-third or one-fourth of the whole conduit. It is thought 
that for a conduit which is mainly canal, the specifications which governed in 
the first case can hardly be applied to the second with propriety. The prin- 
cipal modification which would be necessary would be a substantial lining of 
masonry, concrete or brick, to take the place of dry stone lining. This mod- 
ification would be required to prevent the loss of water by abisorption on so 
long a line. While adding something to the expense, it would, however, have 
the advantage of a large carrying capacity. 

It is thought that the wator supply may be carried in canals under proper 
regulations. Among these are such arrangements as wiU prevent cattle or 
other animals having access to it. Canals on side hills, as these must neces- 
sarily be, are peculiarly subject to accidents from slides of earth or snow, 
where the altitude is sufficiently high. For these reasons a dosed conduit is 
to be preferred. 

The advantage lies also with the closed conduit, so far as evaporation is con- 
cerned. This is an element that can hardly be neglected. Take 100 miles of 
canal which has a top width of 20 feet. Placing the loss by evaporation at 
five feet for the season, the loss will be 400 millions of gallons for the season, 
or more than a million of gallons for each day in the year. It is usual to as- 
sume evaporation at about five feet for the season. It is at times, with an ex- 
ceptional hot wind from the land, known to be as much as f of an inch per 
day. It would hardly be safe to take less than five feet for the season. 

The cost of a water supply is, in a measure, proportioned to its length. This 
has, perhaps, the longest route of any of the projects submitted for your con- 
sideration. 

Some of the alternative propositions looking to a supply from the Coast 
Bangs would deserve consideration, if the great tunnel were built. At pres- 
ent no sufficient reason occurs to the undersigned for going to Feather River. 
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QUANTITY OP WATEB REQUIRED. 

The increase in the population of the oit j in the past seven years — as stated 
in the City Directory — and the daily qoantities of water oonsamed — as stated 
in the reports of the Spring Valley Company — are shown in the following 
table: 



TXAB. 


Population. 


IHCBEASE FEB 
TSAB. 


Daily Comsoiiption. 




ToUI. 


Per Ospita. 


1870 


150.000 
165,000 




6,038,000 gallR. 
6,600,000 •• 


40 gallfi. 


1871 


16.000 


40 *' 


1872 


173,000 


8,000 


7,453.000 •• 


43 •• 


1873 


184,000 


11,000 


8.600,000 *• 


47 " 


1874 


196,000 


12,000 


9.660,000 •* 


49 •• 


1876 


225,000 


29.000 


10,930,000 •• 


48 «• 


1876 


267.000 


32,000 


12,320.000 •« 


46 •• 


1877 


295,000 


28,000 


13,860,000* " 


47 «• 



* Estimated. 

A large part of the population is snppUed from other sonrces than the 
Spring Valley. At present the Spring Valley Company estimate that they 
supply 220,000 people. The average consumption on this basis is about 60 
gallons per head of actual consumers. 

The consumption in American cities varies very much, and shows a de- 
cided tendency to increase in all, or nearly all cases. In 1874, the daily 
consumption per head was as follows for the cities named: 



New York 90aalloii8 

Chicago 80 " 

St. liOuiB..:.. 46 " 

Brooklyn 60 " 

Milwaukee 26 " 



Boston 70 Gallons 

PhiladelpUa 56 " 

Baltimore 60 " 

Cincinnati 63 ** 

Providence 30 " 



In Providence water is delivered by meters. 

In 1860, Chicago consumed 43 gallons per head; and Cincinnati, 31. In 
1867, New York consumed 62 gallons; Philadelphia, 46; and Boston, 55. 
The reports of other cities show a similar increase per head. 

The consumption in American cities is very much greater than in most Eu- 
ropean cities. Dublin and Glasgow show a consumption of 60 and 52 gallons 
respectively; Paris, 38; London, 33, Liverpool, 30. These are imperial gal- 
lons, five of which are nearly equivalent to six United States gallons. 

When the supply is sufficient for extravagance, there is no special motive in 
restricting the consumption in any manner, but in cases where the water is 
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pumped, or where the natural and reasonable oonsnmption trenches closely 
upon the supply, the question at once assumes a peonniary phase and the 
same motives exist for checking extravagance as apply to all business opera- 
tions in the world at large. 

Ohicago, Brooklyn, Philadelphia, St. Louis and Cincinnati pump their wa- 
ter, and the expense of the works bears a direct relation to the consumption. 
This has not been strictly true of New York until recentiy. A few years ago 
the supply was so large that no restriction was desirable, but increased waste, 
more than increased population, has brought the city to the necessity of facing 
a large expenditure for a further supply. 

It is generally admitted that the increased consumption in American cities 
is the direct consequence of waste. This waste seems to be partially due to 
defective pipes in streets and buildings, but more particularly to positive and 
premeditated waste by leaving faucets and valves open, notably in water 
closets. 

The opinion is expressed in the Chicago report of 1875 that it is a very mod- 
erate estimate to say that one-half of the water is wasted. In Cincinnati, be- 
tween the hoars of 12 and 4 Sunday morning, when it is to be supposed that 
the needful consumption is almost nothing, it was found that water was drawn 
off at the rate of six millions of gallons per day, five millions of which is be- 
lieved to be wasted. This is about one-third of the daily consumption. A 
similar condition of affairs exists in St. Louis; 

The consumption in New York has at times been at the rate of 100 gallons 
daily, and in Boston as much as 90 gallons. By a careful system of inspec- 
tion and a partial introduction of metres, the maximum consumption in Bos- 
ton has been considerably reduced. 

It is generally admitted that the only practicable way of reducing the con- 
sumption to proper limits, and of distributing the burden fairly among con- 
sumers is by a comprehensive system of metres. Any practicable system of 
inspection can but partially remedy the abuse of waste, and in addition, its 
operation involves a certain amount of invasion of the privacy of homes, so 
that it is liable to become obnoxious and therefore inefficient. The objection 
to the general use of metres is the great expense they involve. 

It seems to be the general opinion of those, who have investigated the con- 
sumption in Eastern cities, that a daily allowance of 50 gallons per head is 
abundant. The discussions in San Prancisco have generally assumed a sup- 
ply of 100 gallons per head. 

The financial bearing of the suitable consumption has great importance for 
all municipalities, but the circumstances of the San Prancisco supply give pe- 
culiar force and value to the subject. The position of San Francisco — at the 
point of a peninsula, separated by an arm of the sea from the main body of 
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the land — and the climatic conditions of the country, combine to make water 
more yalnable than it is in any of onr cities. The great length and weight of 
conduit which the Sierra sources require, or if we confine ourselves to the 
nearer sources of the Peninsula or Galayeras, the large reservoirs whidi are 
essential to store the excess of one year to make up for the deficiencies of 
other years — in either case, involre a scale of expense not required for any 
other city. 

For these reasons, water can never be supplied in San Frandseo at as cheap 
a rate as it can be in any of the Eastern cities. There are therefore special 
reasons for an economical use of water. On the other hand, the absence of 
rain for months at a time requires a larger allowance for streets, sewers, parks 
and gardens than is needed in our Eastern cities. If the unnecessary waste 
can be kept down to small limits, 50 gallons a day per head will leave a large 
margin for purposes not purely personal. The actual necessary consumption 
for one person with an average mode of life does not probably exceed 20 gal- 
lons a day, and it is often estimated much below this rate. 

Again, it is possible to use the sea water for some purposes — ^for instance, 
cleaning sewers and street sprinkling. 

The extent of manufacturing industries using steam boilers is an important 
element in the consumption of water. In this respect San Francisco is per- 
haps not equal to the other large cities of the country. 

Under these circumstances, it is thought that 60 gallons per head ought to 
be the maximum to be contemplated at present, with a possible minimum of 
50 gallons. Estimating our present population at 300,000, and assuming for 
the future a growth equal to that of New York at the same stage, we may ex- 
pect to have 500,000 people in 1887 and 800,000 in 1897. The daily consump- 
tion on the basis of 60 gallons will be in 1887 30 millions of gallons, and 48 
millions in 1897. With an allowance of 50 gallons per head, the consumption 
per day will be in these years respectively 25 and 40 millions of gallons. 
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FINAL COMPARISON. 

Having concluded the description of the varions projects, we are permitted 
to gather in compact form, for purposes of final comparison, the characteris- 
tic facts and conclusions which have been illustrated in this Beport. In the 
light of these facts, it is possible to consider the various prejects in their rela- 
tions to the cardinal points of water supply, which are quantity, quality, 
safety and cost, and to balance the respective advantages and disadvantages 
in the scale of intelligent criticism. 

THE SPRING VALLEY. 

The characteristic feature of the Spring Valley supply, present and pros- 
pective, is the unusual size of its reservoirs, which is made indispensable by 
two facts — first, that no considerable stream is embraced within its drainage 
basins; and secondly, by the climatic fact that we have periodically two suc- 
cessive seasons which give no drainage, or only so much as provides for the 
evaporation from the surface of the reservoirs. On the hypothesis that the 
reservoir capacity is adjusted to the water production, we may state an ap- 
proximate rule for determining the greatest daily supply that can be relied pn» 
which is to divide the capacity of the reseivoirs by 900. 

Under this test of drought, and with reservoirs holding 42,000 millions of 
gallons, the greatest supply that can be allowed to the Spring Valley has been 
stated to be 47 millions of gallons daily, of which 30 millions may be derived 
from the GaiiAVEBas, with its drainage area of 100 square miles; and 17 mill- 
ions from Canada Ratmundo, San Amdbeas and Pillaboitos, having an area 
of 27 square miles. To this amount may be added a daily supply of two mill- 
ions of gallons from Lobos Gbebs, which will, however, in a few years be 
polluted by the drainage of the city to such an extent as to forbid its use for 
domestic purposes. The probable value of the minimum supply is 45 or 46 
millions of gallons. 

The water production of the Pescadero and adjoining streams on the west- 
em slope of the coast mountains, and of the Arroyos Valle and Honda, ad- 
joining the Calaveras, are not included in this estimate of quantity. The 
Abboyos Hondo and Vaixb are worth little for water supply, unless suitable 
reservoir sites exist within their limits. No such sites are known as yet. 
There is no information as to rainfall in these districts. There is a strong 
presumption that it is less than in the Calaveras. 

The Coast Distbict is well watered, but it has no reservoir sites on the 
western slope. The only suitable storage reservoir is that at Crystal Springs. 
When the lower dam is built, it will be possible to obtain from the Western 
Coast a supply of water, but its amount and the cost of obtaining it cannot 
be definitely ascertained from any existing information. 
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The oonstroctioii of the Lower GrTstal Springs dam will add about eight 
miles of area to the producing drainage basin, and fonr or five millioDS of gal- 
lons to the daily production. The cost of \his improvement includes the pur- 
chase of a large tract of land and the extinguishment of vested rights. These 
elements of cost cannot be estimated with accuracy. Adding this amount of 
five millions, the maximum limit of daily production from the Calavcsas 
aud San Mateo drainage grounds, year in and year out, becomes 52 millionB 
of gallons. 

The heights of the dams, which impound these large quantities of water, vary 
from 183 feet at Calaveras to 83 feet at Canada Baymundo. The Calaveras 
dam may be reduced to the height of 165 feet, provided the Isabel Valley res- 
ervoir is built. If the storage in the Calaveras is reduced below 25,000 mill- 
ions of gallons, the production will be diminished in a corresponding ratio. 
Whatever element of uncertainty or danger there is in the Spring Valley sup- 
ply is to be found in the height of its dams. 

The Spring Valley supply possesses important advantages in its proximity 
to the city, the light pressures which are on most of its conduits, and in its 
possession of a revenue with no competition. 

The San Mateo reservoirs hold 16,000 or 17,000 millions of gallons, and they 
all are within 20 miles of the city. The short lines and light pressures re- 
move all danger of serious inconvenience from breaches in the conduit. If a 
breach occurs, the proximity of the shops makes it easy to repair. The Cala- 
veras is not much more than 40 miles from the city. Its conduit has, howev- 
er, a heavy pressure of 575 feet for a distance of seven miles. The amount of 
this pressure, and the distance over which it is exerted, are very much less than 
the corresponding elements in the gravitation lines crossing the San Joaquin 
Valley. 

If the city succeeds to the rights of the Spring Valley, it comes at once into 
the possession of an income which is available to meet the interest on the 
purchase money. If the city brings water from another source, it is not only 
without income for three or four years spent in construction, but it enters a 
field where the Spring Valley will be in competition. The financial bearing 
of these circumstances is evident. 

The law of recurrence of dry years in pairfi, as shown in the records of the 
past 27 years, makes it probable that next winter will bring little rain and add 
little or no water to the Spring Valley reservoirs. If this should be the case, 
the Company or the city, if it succeeds the Company, will be obliged to draw 
a large part of next year's supply from Lake Merced. This will require the 
establishment of pumps to lift the water to the Pillarcitos conduit or San An- 
dreas conduit, through a height of 400 feet in one case, and about 300 feet in 
the other. 

The low supply of water now held by the Spring Valley Company is due to 
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mistaken policy, in postponing the construction of the dam at the Canada Ray- 
mnndo. If this reservoir had been in condition for service in 1875, it would 
now contain five thousand millions of gallons instead of a few hundred mill- 
ions. 

The Company is now establishing pamps at Crystal Springs to lift the wa- 
ter from the Canada Baymnndo to the Pillarcitos conduit, a height of about 
4O0 feet. This is necessary to supplement the high service supply in the city, 
and is rendered necessary by the failure to store any water in the Pillarcitos 
reservoir last winter. The true duty of the Caiiada Baymundo reservoir is to 
supply the part of the town lying below 100 feet in elevation. In order to do 
this, a conduit 20 miles long must be laid to connect with the city, and a dis- 
tributing reservoir, holding 30 millions of gallons or thereabouts, must be 
built at a height of 170 or 180 feet near the city. The Cost of making the 
Canada Baymundo reservoir available for its natural office is estimated to be 
one million dollars. 

The Pillarcitos reservoir, which furnishes the greater part of the high level 
snpply, holds less than 1,100 millions of gallons. The small size of this res- 
ervoir deprives it of the advantage of the law of average. A bad winter will 
always curtail the upper supply, no matter how much water may be stored in 
lower reservoirs. It will then be necessary to pump from the lower reservoirs 
for the service of the higher level, at every recurrence of a winter of drought, 
until the Calaveras water is introduced. It has been shown how this supply 
may be delivered in Lake Honda. For all average years the supply from Pil- 
larcitos, aided by the pump at Black Point, will be sufficient for the high level 
until the Calaveras water is introduced. 

A large portion of the conduits of the Spring Valley is in wood, temporary 
in character and requiring frequent repairs. The Lock's Creek conduit, 
nearly 20 miles long, is mainly of wood. The Pillarcitos flume is two miles 
long. Portions of the conduit from Pillarcitos to the city are of wood, as 
also a part of the line from Lobos Creek. It will be remembered that 
the objects of the Lock's Creek and Pillarcitos side flumes are to pick up cer- 
tain quantities of water which otherwise would escape the reservoirs, and 
that they add about one-third to the effective drainage basin of the San An- 
dreas and Pillarcitos reservoirs. Without them the production of these reser- 
voirs, instead of being nine millions of g£dlons, would be about six millions 
of gallons. 

The street system of pipes owned by the Spring Valley ' is defective in the 
absence of large mains. The present value of the pipes does not exceed, if 
it equals, $2,000,000. 

The quality of the water supplied by the Spring Valley Company is good. 
The drainage ground of the San Andreas and Pillarcitos covers little arable 
land. The supply from Canada Baymundo will be derived under similar cir- 
cumstances, and promises to be equally good. Although the water is im- 
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poanded during the winter, and may be stored two years before it is need, the 
depth of the reservoirs and the preralenoe of strong winds throoghout the 
sommer, giving motion to the surface, act powerfally to aerate the water, and 
are sufficient to preserve its sweetness. 

The Calaveras Valley is also a good drainage ground, subject to as few in- 
fluences of contamination as that of almost any other city supply known to 
us. Its precipitous character will always prevent it from being thickly popu- 
lated. It will, however, always be a pasture ground to the extent that its wild 
grasses can afford subsistence to cattle and sheep. 

The hardness of waters derived from different grounds varies to some ex- 
tent, and while none of it can be called soft water, it has always been used for 
steam purposes in the city without complaint. 

The cost of making the Calaveras and Canada Baymundo supplies avail- 
able has been found to be $8,691,418, including in this sum interest on the 
cost during construction. 

The works included in this estimate are the following: 

1— The Calaveras dam. 

2 — ^The outlet tunnel and conduit across the Santa Clara Valley. 

3 — A canal 22 miles long, from the end of the conduit to the San Andreas 
reservoir. 

4 — ^A conduit from the northern end of this canal to Lake Honda. 

5— A conduit from San Andreas to a reservoir near the Industrial School. 

6 — A conduit from the Canada Baymundo to South San Francisco. 

7 — Two distributing reservoirs, one at the extremity of each of the last 
named conduits. 

The capital cost of the completed works will be found by adding the pur- 
chase price to the sum just mentioned, namely, $8,691,418. 

The construction of the Lower Crystal Springs dam to the height of 165 
feet above the valley will give a storage capacity of 37,000 millions oi gallons. 
The Calaveras reservoir will contain 25,000 millions of gallons; the other 
reservoirs, 8,000 millions of gallons. The total storage capacity will be 70,000 
millions of gallons. If this capacity cannot be materially increased — and our 
knowledge of the country indicates that no essential increase is to be expected 
— the ultimate resources of the Spring Valley system, tried by the test of two 
successive dry seasons, cannot under our rule be expected to exceed 80 mil- 
lions of gallons per day. This limit will, however, only be attained when 
provision is made to bring to Crystal Springs from other sources— the Pes- 
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oadero and elsewhere— sufficient water to fill the Lower Crystal Springs res- 
ervoir. 

We are now prepared to oonstmot a table, designated as B, which shall 
show approximately the cost of a thousand gallons of water derived through 
the Spring Valley system, for different degrees of consumption up to the full 
development of the Calaveras works. The table is constructed on the basis 
of expenditure described in the discussion of the Spring Valley system. The 
order and amounts of disbursements in the future may or may not correspond 
with those assumed for our purposes, but any variation from this order will 
not make any essential difference in the amounts. 

Table B is one of a series, which aim to place the cost of the various pro- 
jects in a shape for comparison, which shall be clearly intelligible to every one. 
Inasmuch as it is impossible to foresee every future expense or contingency, 
such comparison as we are now able to make can hardly claim to be minutely 
accurate. The expenses of supervision on the various lines will not be exactly 
the same, but it is thought better to leave them to balance each other, the 
differences not being very great. The expenses of city administration ought 
to be the same in all cases. They may therefore be omitted in the compari- 
son. The extension of the street pipe system in future years will be the same. 
We are however required to assume a value for the Spring Valley system, 
which has been elsewhere stated. 

The elements which remain to be taken into account in this table, in order 
to arrive at the cost of a thousand gallons of water, are interest on capital 
cost including interest during construction, and permanent expenses of pump- 
ing. The pumping expense refers to the establishment at Black Point, and 
does not include the Crystal Springs pumping. The latter is regarded in the 
light of a necessity called for by the failure to catch water in the Pillaroitos 
reservoir last winter. It is a temporary arrangement. The true method of 
delivering water from Crystal Springs is by a conduit to South San Francisco. 

The capital cost assumed in the table is $12,000,000, including in this sum 
the cost of a conduit from Canada Raymundo to the city and a reservoir. The 
sum of $12,000,000 has no significance except as an assumption upon which 
to base a calculation. Its presence does not, therefore, express any opinion 
pro or con in reference to the value of the Spring Valley Works. Similar ta- 
bles, designated by the first letters of the alphabet, will afford the means of 
comparing the different costs. 



144 



FINAL COMPARISON. 



TABLE B. 



SPBING VALLEY WATEB WOBKS. 



Showing the Cost of • thousand gallons of Water, estimated on the basis of Inter art 
Capital Cost, and expenses of Pumping, all other expenses being omitted. 

Purchase Price $11|000,000 

The Conduit from Canada Baymundo 1,000,000 

Total Cost $12,000,000 

Pumping Expenses at Black Point, estimated at $30,000 yearly. 



Million 

Gallons 

DxLiyEaKD 

Daily. 



10 
11 
12 
13 
14 
16 
16 
17 
18 
19 



20 
21 
22 



23 
24 
25 
26 



27 
28 
29 
30 



Yeablt Expenss. 



Interkbt. 
(6 per cent.) 



$720,000 
720,000 
720,000 
720,000 
720.000 
720,000 
720,000 
720,000 
720,000 
720,000 

Here enters Interest 
123 feet high, Cal 

Contingencies 

Interest for one year 



Total. 



Yearly Interest on 
pense 



$957,864 
957,864 
967.864 

Here enters Interest 

Contingencies 

Interest for six mon 



Total. 



Yearly Interest on 
pense 



$985,066 
985,056 
985,056 
985,056 

Here enters Interest 

$1,012,248 
1,012,248 
1,012,248 
1,012,248 



PUMPINO. 



$30,000 
30,000 
80,000 
80,000 
30,000 
30,000 
30,000 
30,000 
30,000 
30,000 

on Cost of Tunnel, 
ayeras— Cost 



, half time of Con 



same, to be added to 



$30,000 
30,000 
30,000 

on Cost of raising 

ths, half time of Con 



same, to be added to 



$30,000 
30.000 
30,000 
30,000 

on Cost of raising 

$30,000 
30,lK)0 
30,000 
30,000 



Total 
Daily Expanse. 



$2,066 
2,066 
2,066 
2,066 
2,066 
2,066 
2,066 
2,066 
2,066 
2,066 

Conduit and Dam, 

$3,400,000 

840,000 

stmetion.. 224,000 



$3,964,400 



Yearly Interest Bx- 
4237,864 



$2,707 
2,707 
2,707 

Dam— Cost. .$400,000 

40,000 

struction.... 13,200 



$463,200 



Yearly Interest Bx- 
$27,192 



$2,781 
2,781 
2,781 
2,781 

Dam as aboye$27,192 

$2,856 
2,856 
2,856 
2,856 



Cost m Oxbts 



Thoubahd 
GAi^Loxn. 



20.6 
18.7 
17.1 
16 8 
14.7 
13.7 
12.8 
12.1 
11.4 
10.8 



18.6 
12.9 
12.8 



12.1 
11.6 
U.l 
10.7 



10.6 

10.2 

9.8 

».6 



SPRING VALLEY. 
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TABLE B. 



SPRING VALLEY WATER WORKS— Oomoludeo. 



Million 

Gallons 

Dkliyehed 

Dailt. 



82 
33 
34 
85 



86 
37 
38 



89 
40 
41 
42 



48 
44 

46 
46 
47 
48 
49 
60 



Tkablt Expense. 



Interest. 
(6 per ceut.) 



Here entors IntereHt 

Also Interest on Cost 

Lake Honda— Cost, 

Interest 



Total to be added to 

$1,046,440 
1,046,440 
1,045,440 
1,046,440 
1,046,440 

Here enters Interest 



Also Interest on 

Cost, $576,000. 
Interest 



Total to be added to 

$1,107,132 
1,107,132 
1,107,132 

Here enters Interest 



$1,134,324 
1,134,324 
1,134.324 
1,134,324 

Here enters Interest 

Cost 

Contingencies 

Interest for six mon 



Total. 



Interest on same to 



$1,168,314 
1.168,314 
1,168,314 
1,168,314 
1,168,314 
1,168,314 
1,168,314 
1.168.314 



Pumping. 



on Cost of raising 
of Conduit from San 
$100,000. 



Yearly Expense, Inte 

$30,000 
30,000 
30,000 
30,000 
30,000 

on Cost of raising 



Cost of Conduit and 



Yearly Interest Ex 

$30,000 
30 000 
30,000 

on Cost of raising 



$30,000 
30,000 
30,000 
30,000 

on Cost of Complet 



ths, half time of Con 



be added to Yearly 



$30,000 
30,000 
30,000 
30,000 
30,000 
30,000 
30,000 
30,000 



Total 
Dailt Expense. 



Dam as above $27,192 
Andreas to 



6,000 



rest Account $33,19-2 

$2,946 
2,946 
2,946 
2,946 
2,946 

Dam as above 

$27,192 

Reservoir — 



. 34,600 



pense $61,692 

$3,116 
3,116 
3,115 

Dam as above 

$27,192 



$3,190 
3,190 
3.100 
3,190 

iug Dam — 

$600,000 

60,000 

struction. . 16,600 



$566,600 



Interest Expense.. . . 
$33,999 



$3,283 
3.283 
3,283 
3,283 
3,283 
3,283 
3.233 
3,283 



Cost in Centi 

PES 

Thousand 
Gallons. 



9.6 
9.2 

8.9 
8.7 
8.4 



8.7 
8.4 
8.2 



8.2 
8.0 
7 8 
7.6 



7.7 
7.5 
7.3 
7.1 
7.0 
6.8 
6.7 
6.6 



11 
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LACUNA MERGED. 



It would be an error to assnine the tabulated prices as the rates at whid 
the city could afford to sell water, in case she succeeds to the Spring Yilkr | 
system. This will appear from the following considerations. 



The charges due to expenses of management, to the sinking fund and to At 
eztendooB of the pipe system, have not been considered in this table. Tk 
administration of the Spring Valley Company costs now something more thtt 
$100,000 per year, and it must increase in some ratio with the growth of thi 
city. The pipe extension may .be expected to cost quite $100,000 per yes. 
The sinking fund may be what a sound regard for the credit of the city liD 
require. None of these sources of expense enter into this table. 

But this is not all. These charges and all others must be borne by a put 
of the water supply. A certain fraction cannot in the nature of the case Ix 
taxed. In this fraction are included the unmeasured waste and the water fur 
nished for public purposes^for street sprinkling, fires, public buildings tod 
grounds. The relation of this fraction to the whole supply, partioularlj s 
regards waste, will depend much upon the strictness of administration. TO 
a loose system of inspection the fraction may be quite one-half. It msy Ix 
taken for granted that the selling price can never be less than twice the tsb«> 
lated rates. It will probably be found between three and four times thas 
rates when the sinking fund begins to be collected from the consumers. 

LAQUNA MEBGED. 



Laouna db la Mbbokd is at present an important element in the Peninsdi 
supply. It is estimated to be able to furnish about five millions of gallooi 
daily. This supply is derived from springs, which are fed by the rainfall o 
about eight square miles of area. The rain is absorbed by a porous soil, aid 
is there stored and paid out at a rate approaching uniformity throughout tin 
year. This circumstance gives reliability to the supply. It prevents a partiil 
' failure of rain from being immediately felt, and makes the supply more neiiif 
constant than is the case in the other Peninsula supplies. 

The proper way of using this supply is thought to be in conjunction wift 
the Spring Valley system. This can be done either by pumping to the 8ia 
Andreas conduit through a height of 300 feet, or to the Pillarcitos conddt 
through a height of 410 feet. In the former case the force main will be about 
8,000 feet in length and in the latter about 6,000. The cost of a thoustod 
gallons, including pumping expenses and interest on the outlay expended ii 
construction, will be 4.5 cents in the first case and 5.6 cents in the second, 
the purchase money of the property not being considered. 

This supply of water will be indispensable, in order to preserve the cHj 
from disaster, should the coming winter prove to be the counterpart of tin 
one just past. 



SIERRA NEVADA LINES. 147 

THE LINES FKOM THE SIERRA NEVADA. 

The distinguishing features of the Siebba Limes are their length and the 
^eat pressures, which must be met in the construction of the inverted 
syphons. 

Going by the head of the Bay the Moeelumne Line is 175% miles in 
length, 38 miles being canal and 137% iron pipe. 

The line from the South Fobk of the Ambbioan is 202% miles in length, 
45 miles being canal and 157% iron pipe. 

The iron conduit on each line is composed of two syphons, one of which 
extends from the end of the canal to Livermore Pass, and the other from 
Ldvermore Pass to San Francisco. 

For the Blue Lakes or Moeelumme Limb, the syphon which crosses the 
San Joaquin is 331,748 feet in length, and in this distance there are abbut 22 
miles in which the pressure is not less than 900 feet. The remaining syphon, 
extending from Livermore Pass to San Francisco, is 395,523 feet, of which 
130,000 are under a pressure of 500 feet and more. The highest pressure is 
555 feet. This applies to a delivery of 300 feet high in San Francisco. 

On the line from the Soxtth Fobs of the Ambbioam, the San Joaquin 
syphon has a length of 434,855 feet, of which 45 miles have a pressure equal 
to or exceeding 900 feet. The western syphon is the same as that for the 
Mokelumile line. 

These maximum pressures are in some oases just below 400 lbs. to the 
square inch, and in some cases above it. It has been previously stated in 
this report that it is possible to deal with these pressures, using a well made 
conduit of sufficient strength, and the opinion has been ventured that breaches, 
in a properly proportioned and a properly laid conduit, may be expected to be 
infrequent. 

It is proper to point out in what degree they will be serious, when they do 
occur. It will be remembered that no gates are provided in these syphons. - 
The reasons which govern in this matter have been stated. In the absence of 
gates a break in the lowest part of the line will nearly empty the pipe. The 
mass of water will pour out of the break at a high velocity, and tear up the 
ground in a violent manner. It is not probable that the breach will occur in 
more than one place at a time, for the reason that the pressure in the pipe 
will be instantly relieved by the increase of velocity of discharge due to the 
rupture. The restoration of the pipe will not, however, be merely the inser- 
tion of one or more new pieces, but will also involve the re^stablishment of 
the foundation of the pipe, which may be a more serious labor than the mere 
replacement. 

The question may be asked, what will cause a breach. It may occur by 
the foundation of the pipe being washed out by floods, or by a settlement of 
the ground, which may occur from several causes, among which the follow- 
ing may be mentioned: A slight leak at one or more joints of the pipe may 
take place, which will soften the ground about and under the pipe; and if this 
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TV^ >>r«-^Hk^^ in tbt ^:a&aI «rt bk^Ij. bo'v.rT^r. u be modi ^nre frf^KS 
tkunK. m\^.'it*!% i£. tL'- pip<- It vill be rccalk*! tktt *for & fr^v aiile« tb« euii 
itmritnn itf/tti tL4 riTer* «r« '>/l:g*d to foUov aIoc« tKe st«e-p flAnkt of S 
iD'/qritufi*. TL^j ftr«:. th^nion, hikyttt to iBJonr from Anj moxcBient of ^ 
|(r'/fir»4 »tx/r^ tb«:tD. vbich r<^Tilt4 ia *tLd*n. Th« slope of tlie eaiud on itiip- 
p^irr «ki* in in riadj {Amt*^ D«^e«k«khlj steeper th*a the BAtarml ftagle of i«|Mi 
id tb^ tf^rth. Wb<;n thiH \t%n\L h^cftrntm fioftened bj the rmin, or saov atta- 
nUtlun «U/T« rm tb< moan tun. slides maj be expected. Th«ae Iklliog into tb 
iMirjikl ot/ntmct {t« flow, ftrid tbe water riii<:« ontil it reaches the height of lb 
bftnk hw\ tben mnn over, and in a few mi note* destrojs the biuiks for km 
hiilh /IJHtance. There in no waj of preventing this result^ and it maj be et 
pf.eiht\ to ttiutnr in fra^^b winter in a more or !«:>• tterioas defcree. 

ThMM: rlang'Tm neceimitate tbe reaervoint which hATe been prorided alo^ 
th<t lin«'. Rx|>eri«fn^e alone ran prove exactly what degree of reeerroiropfr 
city will \t4' ntiftmHiixy. W** bare now prorided SOU millions of gallonf attki 
hf.nA\ of tho HliH) Ijtakf.n pipe line, 2^ millions at Livermore Psm betiM 
till two NyphonH, and al>ont *ITA) luillionH in San Francisco. 

The n-iMirvriir at the bend of tbe pipe being full, the canal may be brofai 
tot *lt» dayH without interrupting the snpply to the pipe, the draft being V 
millionM of gallons daily. Tb(; Livermore Pass reservoir will keep npft* 
supply iind'^r similar r;ircuniMtances for 10 or 11 days, and allow this timefo 
repairs in th<t Han Jonrpiin Vulley sypbon. Tbe San Francisco reaerrdrlsi 
10 or 12 (liiys' supply to tide over any possible interrnption of the supply £rai 
Ltv<friuore Puss. The reservoir capacity along the line ought to be mad«it| 
Isrgo fis fiituro investigation may prove to be possible. 

Tho sponial advantages of the Hierra Nevada supply have been fully d^l 
sorUMul in thn previous part of this Keport. They consist in the certaintjif 
the supfily nnd tho quality of tbe water. Whatever may be said in critioi* 
of the (pmliiy of wiitor di^rived from any other source proposed for yonrtft' 
sidnrutioii, no ohiirgn of impurity can be brought against water derived fioi 
tint Hicrni. The country is uninhabited for the most part, and must alf^i 
so nuniiiii. Th(*re are no infiuouoes, present or prospective, which caniirf| 
tlu» (lunlity of the wutdr unfavorably. 

Tho mountainous district is the region of maximum snow and 
Tho riv(trs draiuing this rogion run full for the greater part of the yesr,iil| 
for that timo afford an abundant supply of water. There is, however, apr 
tioii of eaoh year in which rivers, draiuing 300 square miles of moantain 
country, carry less than even the minimum daily supply that can be ooirii 
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plated for this city. This fact requires a certain amount of storage in the 
mountains, which.shall supply the demand during the low tages of thes rivers. 

The lakes and meadows in the apper altitudes afford, as a rule, admirable 
facilities for storage. These reservoirs, in connection with the natural flow 
of the rivers, assure the quantity beyond any reasonable doubt. 

Quantity and quality are two well established points for any contemplated 
supply from the mountains. On the other hand, it will appear from the fables 
of cost of a thousand gallons that the Sierra supply is more expensive than 
other and nearer sources. It may also be regarded as well established 
that the expense of main*aining a line is in some sort of ratio to its length. 
A canal 50 miles long, situated as the mountain canals are on the flanks of 
steep mountains, will require a careful supervision. A man for each five or 
six miles of canal line, and one for every 10. or 15 miles of pipe line, will be 
required to patrol the lines, repair slight damages, and to report those of a 
more serious character. 

The canals, which form the upper link of the supply line, are intended to 
deliver 100 millions of gallons per day to the reservoir at the head of the pipe 
lines. The conduit from the head of the pipe line to the city has been esti- 
mated to carry either 22 or 35 millions of gallons a day, these being regarded 
as the maximum capacity of a 40 inch and a 48 inch pipe respectively, with a 
fall of 7.43 feet per mile. It has been regarded as possible that the deliv- 
eries of these pipes may be as low as 20 and 32 millions of gallons. 

It may be a question whether it is better to to lay down the larger or the 
smaller conduit. The larger conduit will cost 40 per cent, more than the 
smaller, but it will deliver 60 per cent, more water. The capital cost per mill- 
ion gallons will therefore be less by the larger conduit than with the smaller. 
On the other hand the dity will have to carry the interest on about $4,000,000, 
'which represents the difference of cost between the larger and the smaller 
conduits for a term of years, before the consumption passes the 20 or 22 mill- 
ions of gallons. 

To illustrate this point, let us suppose the Spring Valley to bring into use 
the Canada Baymundo supply. The daily supply from all her sources in 
action will be 19 millions of gallons. If the city brings in the smaller 
oonduit, the total and combined supply will be- 40 millions of gallons. With 
a consumption of 60 gallons per capita, this amount will supply 667,000 per- 
sons, or with a consumption of 50 gallons 800,000 people may be supplied. 
We allow twenty years for the growth of the city to the latter limit. The in- 
terest account may therefore, under the latter hypothesis, run for 20 years 
before the larger capacity is really needed. The interest at six per cent, 
more than equals the original capital difference in the proportion of 120 to 
100. If the foregoing be accepted as a probable state of circumstances, the 
conclusion will follow that it is economical for the city to build the smaller 
conduit at present, in preference to the larger. 

Some engineering considerations point in the same direction. The scale of 
conduit, in length, size and pressure, is unprecedented. It will be a more 
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pmdeDt and conservative coarse to baild the smaller than to undertake the I 
larger at once. The delivery of these pipes in the present state of hydnofie | 
knowledge, cannot be regarded as well established. It is posKible that theie 
pipes may deliver more water than we have at present a light to assert. On 
the other hand the price of iron is low beyond all precedent. "WheD the tiioe 
comes to daplioate the iron conduit, the cost of the material may be thirty ar 
possibly fifty per cent, in excess of present rates. The consideration, that (Ik 
city must in a few years duplicate the line from the Sierra, oaght to be bone 
in mind. 

No limit has been assigned for the* life of iron conduits, whether on the 
Peninsula or elsewhere. Oar knowledge on th's point is limited by the ex- 
perience in California. We know that pipes are in good condition now whicb 
have been in ase 12 and 15 years. The rating consideration, as far as life ii 
concerned, will be found in the thoroughness of the bituminous coating, whidi 
is relied upon to protect from corrosion. 

The storage, which is essential in the Sierra projects, will be foand in the 
high altitudes, and generally in positions inaccessible in winter, except bj 
snow-shoe travel. The season when the stored water will be needed is in tbe 
latter part of the summer and fall, at which times the reservoirs may readOy 
be reached. 

The facilities for storage vary very much in different drainage areas. Lake 
Tahoe is unexcelled. Next to Lake Tahoe come the lakes on the head of tbe 
South Fork of the American, which have been elsewhere described. The fa* 
oilities on the Mokelumne basin have been described. They, cannot be » 
garded as so favorable as the El Dorado. On the other hand, the oondnitof 
the latter is much more expensive than that of the Blue Liakes. 

Although the cost of storage on the Mokelumne will exceed that required 
on the South Fork of the American, the Mokelumne project taken as a whole 
is considerably cheaper than the El Dorado. This results from the expeniiif 
character of the conduit belonging to the latter project, which more than makei 
up for the advantage in storage. 

Referring to tbe table of mountain reservoirs on page 19, it will be leen 
that the minimum water product is stated to be for the Upper Blue Lake 945,- 
000,000 gallons. Lower Blue Lake 630,000,000, Twin Lake 472,500,000, and 
Lake Valley 1,417,500,000. The amount of storage that ought to be provided 
for the smaller conduit has been stated at 2,000 millions of gallons. The tem- 
porary dam of cribs and stone now built at the Upper Blue Lake, will im- 
pound the minimum quantity 945,000,000 gallons. We may secure the M* 
quired remainder in the Lake Valley reservoir which, by the estimate to fol- 
low, will cost $280,500; or we may secure the necessary storage in the Lowff 
Blue and Twin Lakes at a somewhat greater cost. 

In a few years it will become necessary to replace the temporary dam at the 
Upper Lake. The cost of a permanent dam in hydraulic masonry, which ii 
the proper construction for these distant sites, will probably be $27.50 per 
cubic yard, including in this 10 per cent, for contingencies. The stone ctf 
be obtained at little cost. The labor and cement will be very expensive. 
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The cost of the dams at all the resenroir sites will be by this estimate as 
shown in the following table : 



Upper Blue Lake. 
liOwer Blue Lake. 

Twin Lake 

Lake Valley 

Upper Bear River, 
Lower Bear River 
Gold Creek 



Mazhcuv 

Height of Dam. 


Cost. 


42 


$224,977 


49 


235,290 


36 


134,760 


70 


280.600 


70 


846,600 
1 


70 


682,000 


70 


687,500 



When the time oomes for a second conduit to be laid to the city, it will be 
necessary to bnild another reservoir. The Upper Bear Biver site will be suit- 
able for a conduit of 20 or 25 millions of gallons daily. 

Appendix B contains the last proposal from the promoters of this project. 
It appears that the omission of the i^servoir near the town of Livermore, 
which is not now thought necessary, and the gain of 14 miles of canal, induce 
them to make a reduction of $500,000 in their price, $300,000 being due to 
the canal and $200,000 to the reservoir. The price as now stated is $13,500,000. 
The Lake Valley reservoir is not included, neither is the right of way 
for the canal and pipe. The cost of these items is assumed at $380,000. 
Adding this sum to the proposed price, it becomes $13,880,000. This sum 
includes all expenses to the city. It remains to add $3,000,000 for terminal 
reservoir and street pipe system. This is the same amount which has been 
charged to the other projects. The total now becomes $16,880,000. Add to 
this nine per cent., which is the interest for eighteen months at six per cent. 
a year, namely, $1,519,200 — this being interest accrued during three years of 
construction — we have the sum of $18,399,200 which represents the cost to 
the city of the completed works. This sum will bear interest at six per cent., 
making a yearly charge of $1,103,952. 

On this basis we are enabled to calculate Table G, showing the cost of a 
thousand gallons for consumption, running to the full capacity of the pipe, 
. which is 22 millions of gallons daily. When this consumption is reached, it 
will become necessary to lay a new conduit and build a new reservoir in the 
mountains. We assume the new conduit of the same capacity to cost 
$10,000,000, and the reservoir at Upper Bear Biver to cost $350,000. The 
interest on this sum — $621,000 — enters at a consumption of 22 millions a day 
and is carried to 44 millions a day. When this consumption is reached a 
third conduit will be required. The table, however, stops at 44 millions per 
day. The expenses of administration, street pipe extension, 'repairs and 
sinking fund are left out of consideration, these having been omitted in the 
other comparative tables. 
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TABLE C. 

BLUE LAKES LINE. 

Cost of Works. $13,500/100 

Biglktof Wsy, and Lake Valley Beserroir 980,000 

Bcscrroir and Street Pipe Serrice ZJOOOJOOO 

Interest during half tune of CoDStmctioii, at 6 per cent 1,519,100 

Oost to Citj when complete $18,390,300 

COST $18,399,200. 



Mnxioxs OF 

QALUmn PKB DAT. 


1 

TXABLT ISTKXEST 


Daily IsmEBSsr 


Cost ih Cioras pkb 


EXPKKIE. 


EXPKHSX. 


1,000 GtAUJjnB. 


10 


$1,103,952 


$3,024 52 


30.24 


11 


1,103,952 


3.024 52 


27.^ 


12 


1,103,952 


3.024 52 


26.21 


13 


1,103.952 


3.024 52 


23.27 


14 


1,103.952 


3.024 52 


21.00 


15 


1433,952 


3.024 52 


20.16 


16 


1,103,952 


3.024 52 


18^90 


17 


1,103.952 


3,024 52 


17.72 


18 


1,103.952 


3.024 52 


16.80 


19 


1,103,952 


3,024 62 


15.92 


20 


1403,952 


3.024 52 


15.12 


21 


1,103,952 


3,024 52 


14.40 


22 


. 1403,952 


3,024 52 


13.75 


Here enters Cost of 


a new 22-mi11ion gallon 


Condnit— Cost, $10,350, 


000. Yearly Interest 


on same, $621,000, 


to be added to the Yearly 


Interest Expense. 




23 


$1,724,952 


$4,726 89 


20.66 


24 


1,724,952 


4,725 89 


19.73 


26 


1,724,962 


4,726 80 


18.90 


26 


1,724,952 


4,725 80 


18.18 


27 


1,724,952 


4.726 89 


17.60 


28 


1,724,952 


4.725 89 


16.88 


29 


1,724,962 


4,726 89 


16.30 


30 


1,724,952 


4.725 89 


15.76 


81 


1,724.952 


4.726 89 


16.26 


32 


1,724,952 


4,726 89 


14.77 


83 


1,724.952 


4,725 89 


14.32 


34 


1,724.952 


4,725 80 


13.90 


36 


1,724.952 


4,725 89 


13.60 


36 


1,724,952 


4,725 89 


13.12 


37 


1,724,952 


4,725 89 


12.77 


38 


1,724,952 


4,725 89 


12.44 


39 


1,724,952 


4,726 89 


12.12 


40 


1,724,952 


4,726 89 


11.81 


41 


1,724,952 


4,726 89 


11.63. 


42 


1.724,952 


4,726 89 


11.36 


43 


1,724,962 


4,726 89 


10.99 


44 


1,724.962 


4,725 89 


10.74 
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THE SAN JOAQUIN RIVER PROJECTS. 

The San Joaquin supply has not been distinctly classified as belonging to 
the Sierra Nevada. These mountains, however, contain the sources of the 
river. 

The influences of mining operations, irrigation and population on the qual- 
ity of the water have been discussed. The quantity flowing in the river in 
its lowest stage is probably much more than the city will ever require, which 
dispenses with the construction of storage reservoirs in the mpuntains. The 
liyer is nearer to the city than any other source draining the Sierra. The 
route by way of Livermore Pass is 84 miles in length, and that by way of An- 
tioch, Martinez and Oakland is 134 miles in length. 

Both projects require pumping, one over Livermore Pass a height of 740 
feet; the other pumps twice, once at the headworks to a height sufficient to 
deliver the water to a receiving reservoir in San Francisco a few feet above 
tide, and again the water is raised at San Francisco to heights sufficient to 
supply the different levels of population districts. The quantity of pumping 
required to cross Livermore Pass exceeds very considerably what is required 
in the other project. 

The relative expenses are shown in tables prepared for the purpose, which 
show the Livermore Pass route to be the cheaper at first up to a delivery of 
16 or 17 millions of gallons per day. The shore route is the cheaper after- 
wards. The difference is not great until the limit of the Livermore Pass pro- 
ject—namely, 25 millions of gallons a day — is reached. At this point the in- 
terest account of the Livermore Pass route is increased by the construction of 
a new conduit, so that the shore route becomes decidedly cheaper from this 
point onwards. 

The internal pressure on the shore line conduit is produced by the low 
service pumps. It varies with different velocities of the water. When the 
pumps are stopped, the water ceases to flow and the pressure runs down to 
little or nothing. The conduit being level or nearly so, the hydrostatic press- 
ure is nothing or next to nothing. Gates and exit valves may therefore be 
provided at convenient distances with safety to the pipe, so that examination 
and repairs are facilitated and the control of the water secured. 

The opportunity for expansion by degrees, which permits the expense of 
duplicating the conduit to be spread over a term of years, is an important 
financial advantage which belongs to the shore route. 

The limit of capacity of the conduit will be. 47 millions of gallons a day, if 
it is a double-riveted pipe, or 55 millions per day if welded. The upper con- 
duit 12 miles in length is proportioned to carry 100 millions of gallons a day, 
so that with a duplicate conduit from Marsh's Landing to San Francisco this 
quantity would be the proper capacity of the works, even with a welded joint. 

The element of cost depends upon the expense of pumping, and the princi- 
pal circumstance which affects the expense of pumping is the value of coal. 
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An hourly oonsnmption of seyen pounds of Mt. Diablo screenings for each 
effective horse-power developed is the basis of the calcnlation of the quantity 
and cost of coal. 

The labor account results from a plan of engines and boilers arranged espe- 
cially in the beginning for doing the work in the most economical way. This 
account is lower than exists in any of the Eastern cities, and possibly it may 
have to be increased. 

Table A (page 94) contains the cost per thousand gallons delivered from 
the San Joaquin by the Livermore Pass route. Table D, which contaiEtiB 
similar items relating to the shore line, is prepared from the following data, 
all sources of expenses being omitted except interest on capital cost and pump- 
ing expense. The interest account will be made up in this way: 

Cost, as per offer of San Joaquin and San Francisco Water Works 
Company, for works complete $13,000,000 

Deduct estimated cost of machinery on which interest is charged 
under the head of pumping expenses 400,000 



Balance $12,600,000 

Add cost of reservoir, and street system equal to the one now ex- 
isting 3,000,000 



Total $15,600,000 

Add interest at 6 per cent, for 1^ years, half the time used in con- 
structing works 1,404,000 



Actual cost of works to city when completed $17,004,000 

which is the sum to bear interest at the rate of 6 per cent, per annum. The 
yearly interest will be $1,020,240. 

The cost of pumping per thousand gallons is transferred from Tables V and 
YI, on pages 85 and 86. 



C0HPABI6ON8. 



155 



TABLE D. 

BAH JOAQCIN ANO 8AH FB&NOIBOO WATER WOBEB. 
Shoving OoM pet 1,000 gilloDi, on accaont of Intamt ud PnmplDg Eiptoie, all otber 
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At this point a portion of the condnit will have to be duplicated. The de- 
Telopmetit of the project is. however, continaed no further. If it were it 
would show a further decline in cost. 
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Table E is derived from Tables A, B, C and D. Its oontents are in a favor- 
able shape for comparison. 

TABJ^K K. 

CONSOLIDATED TABLE SHOWING THE COST IN CENTS OF ONE THOUSAND 
GALLONS OF WATER ON ACCOUNT OF INTEREST AND PUMPING EXPENSSS. 



S.9 


Fbom Tablx B. 


Fbom Tablx C 


Fbom Tablk A. 


Fbom Tablx D. 
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San Joaquin 


San Joaquin 
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Livermore Pass. 


Shore Line. 




4 

• 
■ 




(S. F.&S. J.W.W.) 


(3.J.&S.F.W.W.) 
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Cents. 


Cents. 


Cents. 


Cents. 


10 


20.6 


30.24 


28.44 


31.16 


11 


18.7 


27.49 


26.40 


28.49 


12 


17.1 


26.21 


24.70 


26.27 


13 


16.8 


23.27 


23.27 


24.60 


14 


14.7 


21.60 


22.04 


22.89 


16 


13.7 


20.16 


21.04 


21.66 


16 


12 ..8 


18.90 


20.16 


20.36 


17 


12.1 


17.72 


19.33 


19.26 


18 


11.4 


16.80 


18.69 


18.33 


19 


10.8 


16.92 


17.93 


17.47 


20 


13.6 


15.12 


17.33 


16.70 


21 


12.9 


14.40 


16.80 


16.22 


22 


12.3 


13.76 


16.81 


16.66 


23 


12.1 


20.66 


16.86 


16.03 


24 


11.6 


19.73 


16.46 


14.63 


26 


11.1 


18.90 


16.07 


14.11 


26 


10.7 
10.6 


18.18 
17.50 




13.69 


27 




13.28 


28 


10.2 
9.8 


16.88 
16.30 




12.91 


29 




12.68 


30 


9.6 
9.6 


16.76 
15.26 




12.26 


31 




12.06 


32 


9.2 


14.77 




11.77 


83 


8.9 
8.7 
8.4 
8.7 
8.4 
8.2 
8.2 
8.0 
7.8 
7.6 
7.7 
7.6 
7.3 
7.1 
7.0 
6.8 
6.7 


14.32 
13.90 
13.60 
13.12 
12.77 
12.44 
12.12 
11.81 
11.63 
11.26 
10.99 
10.74 




11.60 


84 




11.29 


86 




11.12 


86 




10.91 


37 




10.69 


88 




10.62 


89 




10.86 


40 




10.19 


41 




10.08- 


42 




10.02 


43 




9.86 


44 




9.76 


46 




9 66 


46 






9.66 


47 






9.47 


48 






9.38 


49 






9.32 


60 


6.6 






9.21 


61 
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62 
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63 
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64 
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Table E is an objective point, which this Beport has constantly kept in sight. 
The conclusions which it embodies are of a very important character, for they 
are, nnder the conditions which we have been compelled to assume, final in 
regar(^ to cost, which is regarded as one of the cardinal points of investiga- 
tion. 

The project which comes second in cost is the shore line conduit from the 
San Joaquin Biver. If it were not for the detour of 60 miles which this line 
is obliged to make in order to head the Bay, the difference of cost would be 
much less. It is this and other physical features of the country which give 
the Spring Valley Company the advantage. 

When, however, we undertake to estimate the degree of this advantage, the 
results of Table E require to be qualified by the objections to the Spring Val- 
ley system, which have been stated in the description of it and repeated in 
the final comparison. It would, therefore, be an error to estimate the value 
of the Spring Valley system at a capital cost, the interest of which would make 
the cost of a thousand gallons the same as can be delivered by another route. 
Such an estimate of its value would be too high. 

The other cardinal points are quantity, quality and safety. 

With respect to quantity, the San Joaquin and the Sierra projects fulfill all 
requirements of the future, the latter in part by storage in reservoirs, but 
mainly by the natural flow of the rivers. The San Joaquin affords all needed 
quantity by its natural flowage, and without the intervention of reservoirs. 

The quantity that can be supplied by the Spring Valley system has already 
been stated. It is regarded as certain that a population of 750,000 can be 
supplied with 60 gallons a day per head from existing resources increased by 
the Calaveras. The maximum limit of production, when all adjoining sources 
are included, cannot much exceed if it equals 80 millions of gallons per day. 

With regard to quality, it is less easy for an engineer to speak with confi- 
dence. Quality depends upon constituent elements, the technical investiga- 
tion of which belongs to the chemist's laboratory. Such investigations as 
have been made do not permit us to condemn any of the sources of supply on 
the score of quality. They are all believed to be good. If, however, one is 
to be preferred to another, common judgment would give the distinction to 
the supply direct from the Sierra. 

As regards safety, it has been explained that canals on the steep flanks of 
mountains are certain to be breached at times. Buptures of conduit may be 
expected to be more frequent as the line is longer and serious in proportion 
to the pressure. Dams may break, and the consequences will be disastrous 
in proportion to the height. Breaches of dams and conduits are or ought to 
be within the control of sound construction. While there are differences of 
safety in the various projects, they are not such as to exercise a controlling 
influence on the choice of the city to the exclusion of other considerations. 
It is only when other considerations are nearly balanced that these differences 
ought to control. 

It may be asked whether there are any other water sources other than those 
heretofore mentioned, which may at any time in the future become available 
for the city supply. 
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A reference to the map of the State will show that a drainage district, which 
includes Mt. Diablo on the north and Mt. Hamilton on the south, and which 
is for the most part made up of mountains of greater or less elevation, finds 
an outlet to the plains at NUes Station. Alameda Creek carries the surplas 
water drainage from this district, which includes within its borders the Upper 
Calaveras and the Arroyos Honda and Valle, already considered under the 
head of Spring Valley. The area 6t this district is quite 500 square miles. 
Near Sunol Station there is a very good site for a dam, and above, in Cala- 
veras Valley particularly, the ground lies very favorably for a very large res- 
ervoir. Alameda Creek runs down in the summer to a very small creek, car- 
rying five millions of gallons a day, or perhaps less. In the winter it is often 
a torrent. In such winters as the past has been it remains a small stream 
throughout the season. The daily value of this supply will depend upon tlie 
capacity that can be given to the reservoir, which is known to be very large. 
The line of the Central Pacific Bailroad runs over the dam site and makes the 
project at present impracticable. The question of water supply may, how- 
ever, iit the future take on so much importance as to make the location of the 
railroad a secondary matter. A dam 100 feet in height would maintain the 
water, when the reservoir is full, at an altitude of about 330 feet. 

A distance of 45 miles by way of Bavenswood, or of 57 miles around the 
head of the Bay, would bring the water to the city limits. It could be deliv- 
ered by gravitation at a height of 150 or 160 feet, which is sufficient for the 
supply of the lower and most populous district in the city. The direct route 
would involve the crossing of the Bay at a point where the width is 1^ 
miles. 

PUTA CREEK. 

Another source is Puta Creek, which has already been meotioned, but in 
connection with the proposition to build a tunnel at or near the G-olden Grate, 
it deserves more notice than it has received. 

The Board of Commissioners have not authorized any surveys of the drain- 
age beusin or of the conduit lines. The examination of 1874 included this 
project as a part of Clear Lake, and surveys were made of two lines of con- 
duit, neither of which, except in part, applies to the line oif conduit passing 
the Golden Gate. 

Puta Cbees is a tributary of the Sacramento River. It, like all the small 
streams of California, runs down to little or nothing in the latter part of the 
summer. The upper part of its drainage ground is both mountainous and 
well timbered. Mt. St. Helena and Cobb Mountain both lie on the borders 
of the drainage district. These two characteristics, namely, mountains and 
timber, indicate a good degree of rainfall. There are no accurate observa- 
tions of rainfall known to exist. 

Under these circumstances, it follows that the fioods of winter must ba 
stored. A reservoir site of large dimensions exists at and below the hamlet 
of Guenoc. Its area and capacity are stated by Mr. Scowden to be respect- 
ively 10^ square miles and 52,000 millions of gallons. Two dams will be 
required, one having a height of 105 feet, and the other of 84 feet. If these 
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dams were made higher, the area of land overflowed when the reservoir is 
fullwonld not be mnch increased. Ten feet additional height would add 
abont 22,000 millions of gallons to the storage capacity. Our information 
does not permit nrto say exactly what part of the total storage capacity wonld 
be above the outlet tunnel and therefore available. The drainage area due to 
this reservoir is about 124 square miles. 

It is hardly possible at present, in the absence of knowledge of the flowage 
of the creek in any year or series of years, to determine with accuracy the 
supply of water which may be derived from this source. We have, however, 
in our previous studies, learned the value and relation of storage capacity in 
investigations of this kind. When the storage capacity is giv^n we are well 
advanced towards a conclusion. The capacity of the reservoir assumed at 
52,000 millions of gallons will store rather more than two feet of water drained 
ofif the land. At Clear Lake, ten miles distant, the recorded rainfall has been 
as much as 66 inches. With such a rainfall, the reservoir would probably be 
filled. On the other hand, the rainfall at Clear Lake has been as low as 16 
inches in a year. 

The evaporation on 10^ square miles of water surface will be as much as 
11,000 millions of gallons a year. If we suppose two dry years to succeed 
each other, each affording only water enough to supply the evaporation during 
the year, that is 11,000 millions of gallons, which is equivalent to six inches 
drained off the land, it follows that the product of one year must supply the 
consumption of three . The large proportionate area of reservoir in refer- 
ence to area of drainage basin exposing so much surface to evaporation, 
will hardly justify us in adopting the rule which was used in discussing the 
Spring Valley supplies. This rule would give too large a product. The 
rule was generally stated to be as follows: Divide the storage capacity by 
900, the quotient being the daily supply. If we deduct the first year's evap- 
oration, namely, 11,000 millions of gallons, from the available storage 
capacity and divide the difference by 900, we shall have as good a con- 
jecture as can be made at present, and one that will probably be safd. Such 
a course of calculation would give us 40 or perhaps 45 millions of gallons, as 
the conjectural daily product of the drainage basin of Futa Creek above the 
reservoir site. 

One of the dam sites lies across the valley of the Creek where it runs be- 
tween high bluffs. The base of the dam is 130 feet long as measured on the 
ground, and its top, for a maximum height of 104 feet, has a length of 477 feet. 
The foundation has not been exposed, but inasmuch as there are rocky bluffs 
on each side, it can hardly be anything but the rock of the country. A hard 
trap rock is found conveniently which, it is thought, would answer for a build- 
ing material. If these opinions are correct, it will follow that the dam ought 
to be of masonry. The contents of an earthen dam at this point are 367,613 
cubic yards. 

The second dam site lies across Willow Slough, near Crabtrees', with hills 
on either side. Appearances indicate it to be doubtful whether rock in situ'c&n 
be reached at a convenient depth. If it cannot be reached, the dam must be 
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made of earth. Otherwise it would be preferred to make this also of masonry. 
The dimensions of an earthen dam at this site, as laid down by Mr. Soowden's 
survey are, length on top and bottom, 807 and |75 feet; width on top, 50 feet; 
cubical contents of (embankment, 290,000 cubic yards. 

The surface of the reservoir, when full, will be at a height of 1,015 feet above 
city base. The floor of the outlet tunnel as now proposed is at reference 983. 
It may possibly prove desirable to lower this tunnel 10 or feet. 

The general route by which it is proposed to reach the Golden Gate is by 
way of Butte Greek; thence to Pope Creek. Both creeks are tributaries of 
Puta Creek, entering it below the reservoir. From Pope Valley the line passes 
into Child's Canon, which is a tributary of Napa Creek. It then crosses 
Napa Valley about ten miles above the town of Napa, passes over the mountain 
ridge into Sonomo Valley two miles to the north of the town of Sonoma, and 
again over another ridge to a point 1% miles west of Petaluma. It passes 
within two miles of San Bafael, crosses the eastern spurs of Tamalpais, and 
passes by the head of Richardson's Bay to the Golden Gate near Lime Point. 

This line has been reconnoitered by the proposers and the levels estimated 
by the barometer. The length of the whole line is estimated to be 121% miles. 
At least four miles will be in tunnels. The character of the country through 
which the line passes is for the greater part mountainous. The portions of 
the line not on mountains or hills are those which lie in Napa, Sonoma and 
Petaluma valleys. It is only in these valleys that the pressure on the pipe 
will be considerable. In crossing Napa Valley the pressure will be about 700 
feet, or 300 pounds to the square inch. Fifteen or twenty miles will proba- 
bly include all of the line, which will be under considerable pressure. Of the 
whole length, it is supposed that 100 ihiles will be upon high or mountainous 
ground. 

Owing to the late date, at which the proposition to use the waters of Puta 
Creek assumed such form as to justify the Commissioners in taking it into 
consideration, it has not been possible for the engineer to go over the line. 
So much of it as could be examined from the traveled roads in two days has 
been visited, and certain general impressions have been derived which neces- 
sarily lack the preciseness which is desirable, and which can only be obtained 
by a detailed survey, or at least a detailed examination. 

As a result of this observation, it is thought that the character and slopes 
of the hills, and the fact that the route of conduit crosses all the drainage 
lines of the intervening country — that all of these circumstances forbid any 
considerable portion of the conduit being canal. It is thought that all or 
nearly all the conduit must be made of iron pipe. The objections which have 
been several times mentioned in this Report, as applying to canals aligned on 
the flanks of the mountains, can be made with force against such an align- 
ment on these hills. If any considerable portion, or indeed any portion of 
the line be in canal, reservoirs on the route would be essential to keep up the 
supply, when the canals break. 

It is also apparent that the expense of transportation of the pipes through 
this country will be unusually great, owing to the considerable wagon-haul, 
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as well as to the ronghness of the land. The quantity of iron would, howev- 
er, be a minimum, owing to the light pressures on the greater part of the 
line. 

Placing the floor of the outlet tunnel at the Coyote reservoir at reference 
975, and assuming a height of delivery in San Francisco of 300 feet, we have 
675 feet fall from the reservoir to the city. Giving the pipe a fall of Ave feet 
to the mile, it will require in 12 1>^ miles 607^ feet, and there will be 67 3^ 
feet to spare, which may be made use of to secure a reservoir along the line, 
which would be almost a necessity under the circumstances. A suitable site 
is said to exist in the Canada Pomponio, in Section 12, Township 3 N. Bange 
8 W., about eight miles south of Petaluma. The capacity of storage in this 
reservoir is not known. 

With a fall of five feet to the mile, it would require a pipe 46 inches in di- 
ameter to carry 25 millions of gallons, and one 50 inches in diameter to carry 
30 millions of gallons per day. 

This question will naturally arise: What further supply of water can be 
derived from the Northern Coast sources in addition to that derived from 
Puta Creek? Cleab La.ee and Cache Cbeee lie within ten or twelve miles of 
the Coyote reservoir, andihe elevation is abundant to permit the waters from 
these sources to be stored in the reservoir. Indeed, this reservoir is indis- 
pensable for the proper utilization of the waters of Clear Lake. This com- 
bination of the two sources would give a drainage basin of quite 600 square 
miles, which, in connection with the storage capacity that can be secured, 
would probably yield an abundant supply for all future needs. It is not nec- 
essary to recur to the question of quality. This point has been referred to 
under the head of Clear Lake, and reference to the reports of the various 
analyses there mentioned is all that is required. 

The mountainous country drained by Bttssian Biveb would also become 
available, in casd the tunnel were constructed. We are, however, absolutely 
without any accurate information as to the value of this drainage basin for 
our purposes. 

The Tunnel undeb the Golden Gate will be understood to be an essen- 
tial feature of this project. Without a safe passage of the Bay the project 
could not be entertained. With a tunnel constructed from the north to the 
south shore, the project becomes practicable and worthy of attention. The 
tunnel itself can hardly be said at present to be either practicable or imprac- 
ticable. The way to prove it practicable is to build it. The dimensions of 
the tunnel ought to be sufficiently large to carry quite 100 millions of gallons 
a day in iron conduits. The width and height to be given to the excavation 
will be determined by the number and sizes of the conduits. 

A profilid of the route from the reservoir to the Golden Gate has been 
prepared from barometric measurements of heights, and from distances esti- 
mated by the County and other maps. It was intended to include this 
12 
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profile iu the Report, bat apon farther consideratioD, it was thooght that the 
namber of points actually determined was too small to jastify its insertion. 

Under these circumstances, it will be understood that it is impossible to 
present for your consideration at present any estimates upon the cost of con- 
structing this line. Estimates now given would be conjectures, and subject 
to so large an element of error as to be entirely unreliable. 

A general comparison of the route with that from the Mokelumne Biver 
indicates some conclusions of yalue. The length of route from the Mokel- 
umne Biver, canal and pipe combined, is 175% miles. The line from Puta 
Creek is believed, to be less than 125 miles. The difference in length is there- 
fore 50 miles, more or lees. The difference in the average weight of pipe must 
be considerable, owing to the fact that such a large part of the Puta Creek 
line lies on high ground. On the other hand, the length of tunnels required, 
and some difficulties of transportation are to be set off against the advantages. 
It seems quite within the bounds of safety, to express the opinion that the 
conduit line from Puta Creek, can be built to carry a given quantity of water, 
very much cheaper than one from the Sierra. It wiU require $6,000 or per- 
haps $8,000 to make the surveys, necessary to demonstrate this proposition in 
a thorough way. 

The profile of the tunnel line, proposed by the Feather River Water Com- 
pany, across the Bay, near the Golden Qate, does not pursue the direct route 
from Lime Point to Fort Point. This distance is about t>ne mile, whereas 
the louie of the profile is 2,820 yards. The latter lies inside of the former, 
and the route is adjusted to escape the points where the water is deepest. 
The deepest water shown on the profile is 231 feet, whereas there is a sound- 
ing of 414 feet in the Golden Gate. 

The duty which was assumed at the beginning of this report has now been 
completed. The different projects have been described, their capabilities 
pointed out, their probable costs estimated, and the circumstances which affect 
their feasibility stated. These questions and incidental problems have com- 
manded my fullest study and attention for a year and more. The labor which 
has been bestowed upon them .has been made more arduous, by the desire to 
save the city the expense of instrumental surveys extended over a large frac- 
tion of the State. The expense of such surveys would have been very consid- 
erable. It was thought possible to bring the general features of the various 
projects to a fair comparison, with little expenditure for examinations and 
surveys. To this end the surveys made by my predecessor in 1874 have been 
of great service. The maps and information derived from the proponents 
and owners of the various projects have also been of service. Particularly, the 
surveys and examinations made by the Spring Valley Company have been of 
va^.ue in its own particular field. These have been placed at the service of 
the Commissioners in a spirit which deserves acknowledgment. When these 
were all furnished, there remained the labor of comparing, adjusting and reoon- 
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dling diBorepancies or clearing np doubtful points of fact, the magnitude of 
which it can hardly be expected that any one can realize, who has not actually 
performed it. The principal and determining facts have however been ascer- 
tained, and it is believed have been fairly stated. Whatever inaccuracies may 
exist in statement of facts, they are not such as to affect the main conclusions. 

It must be clear that the position and circumstances of San Francisco, as 
compared with other American cities, are unfavorable for a cheap water sup- 
ply. It only remains for the people of the city to use their supply judi- 
ciously. While there will always be enough for useful pur^^oses, there is none 
for waste. The supply will doubtless at some future time be supplemented 
by the use of sea waler for the purposes to which it is applicable. 

The city has had the faithful services of a number of assistants, among 

whom it gives me pleasure to notice the principal, I. W. Smith, G. E., who 

* conducted the surveys authorized by the Commissioners with energy and 

economy, and who afterwards for some months took charge of the office work 

and estimates. 

BespectfuUy submitted, 

G. H. MENDELL, 

Engineer of the Water Commission. 
San Fbancisco, Cal., August 6, 1877. 
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Vo. 2^371. 



fi^ATK Amat OmcK, 421 MonooacKBT Strkxt, | 

Bah FSAHcnco. April 5th, 1875. j 



Beport of Technical Analyaes of §erm MmplM of watar received from T. R. Scowden, 
Eaq., Chief Engioeer Citj Water Sapply. 



WHSBK FBOM. 



Lagona Merced 

Spring Valley .... 

Blue Lakes., 

Clear Lakes 

Clear L.—Puta Creek. . 

CalayeraK Creek 

Peacadero Creek 



Total of flzed 
Ingredients. 



Parts 
in • 
100.000 



39.40 
26.60 
21.00 
26.00 
16.60 
30.60 
41.00 



drains 

per 
Oallon. 



27 58 
18.62 
14.70 
18.20 
11.62 
21.42 
28.70 



II, 



I 



Precipitated 



Precipitated on 



Parts 

In 
100.000 


OrainB 

per 
QaUon. 


Parts 

in 
100.000 


9.23 


6.461 


15.92 


6.46 


4.515 


13.95 


1.66 


1.162 


17.24 


12.76 


8.925 


10.76 


8.50 


5.950 


3.85 


16.20 


11.340 


13.00 


20.25 


14.175 


16.15 



Grains 

per 
Gallon. 



11.144 
9.765 

12.68 
7.525 
2.696 
9.100 

11.305 



III. 



Bemaining in 
Solution. 



PMrts Grains 

in per 

100.000 GaUon. 



14.25 I 0.975 



6.20 



4.340 



2 10 1.470 



2.50 
4.70 
1.40 
4.60 



1.760 
3.290 
0.980 
3.220 



Groups I and II comprise the substances which render water hard. I— Consisting prin- 
cipally of carbonates of lime and of magncBia held in solution as bicarbouates. II — Of 
sulphate of lime (gypsum) with traces of alumina, iroD, etc. Ill— Not precipitable by 
exposure to the atmosphere or partial evaporation of the water, consists of chloride of 
•odium and other easily soluble salts. 

All the samples naturally contain carbonic acid gas, and more or less organic matter, the 
latter apparently nut of an objectionable character. To determine quality and quantity of 
organic constituents, larger samples would be required 
[Official Seal.] Yours, etc., 

(Signed) LOUIS FALKENAU, State Assayer. 
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BEPORT OF ▲ BEOONNAISSANGE OF CLEAR LAK^ AND A CHEMICAL ANALYSIS 

OF ITS WATERS. 

Sam Fbaxoxbco, Cal., October 16th, 1876. 

Hon. a. J. BRYANT— No. 3,838. 

Praident of Ihe Board of Water Commisrionart of the CiJtjf of San Prancitco.- 

Sib— At your request I haye mAde a careful examination of Clear Lake and analyses of 
samples of its waters. 

Clear Lake is a large body of fresh water, the outlet to which is Cache Creek. As far as 
kiiown it is fed only by small streams which flow into it, and from the rains which fall on 
a large area of sloping hills during the rainy season. 

The geological forination surrounding the lake is cretaceoas and recent yolcanio. The 
evidences of ancient solf ataric action are conspicuous on every hand. The same agencies 
are still at work, as may be seen at the remarkable deposit of sulphur and cinnabar known 
as the " Sulphur Bank." The continual bubbling of gases from the bottom of the lake and 
the borax lakes are effects from the same cause. 

At the Sulphur Bank the evolution of carbonic acid gas is so great that the mines are 
worked from open cuts instead of tunnels. At the same locality there is an ammoniacal 
spring described by Professor Whitney in " Geology of California," Vol. I, fol. 99. The 
water of this spring is remarkable, each wine gallon holding in solution 107.76 grains of 
Bi-carbonate of Ammonia and 103.29 grains of Bl-borate of Soda. 

At Soda Bay, on the margin of the lake, there is a boiling spring of great magnitude, 
from which the locality is named. The agitation of the water is not caused by heat, as the 
water is only a few degrees warmer than that of the lake, but by the escape of immense 
quantities of gases. Near the spring a number of dead fish were seen floating on the sur- 
face. 

The lake is said to have an area of eighty-two square miles. It is irregular in shape. 
Although one entire sheet of water, yet different names have been given to difiierent i>oitions 
of it. The largest portion lying east of Lakeport is known as .Middle Lake, while that 
narrow portion near the exit of Cache Creek is called Lower Lake. 

The water of Lower Lake— the first examined— is clear, but contains minute floating sub- 
stances suspended in it. From the fact that this suspended matter settles and leaves the 
water perfectly free from it if allowed to stand for some time in a glass, I am led to the 
opinion that it is held in suspense mechanically by the continued bubbling of carbonic 
acid gas from the lake bottom. 

The water has a decided peaty taste, but not more so that the well water at the town of 
Lower Lake. I found the temperature of Lower Lake to be 71** F., while that of the air was 
78". The water was carefully examined in a clean white glass bottle, buckets of it being 
•drawn up at short intervals from the deck of the small steamer. Near the exit of Cache 
Creek there is much vegetable matter growing in the water along the margin of the lake. 
An arm of the lake branches eastwardly at the junction of Lower Lake and Middle Lake. 
"The water appears somewhat stagnant and a slight scum is seen on the surface which the 
wind blows into bands. A sample was collected and subjected to microscopical examina- 
tion. There seems to be no doubt but that It is caused by the bubbly gases bringing mi- 
croscopical organisms to the surface mechanically. At the easterly end of the bay are the 
extensive works of the California Borax Company. The quicksilver and sulphur deposit 
mentioned before as the Sulphur Bank and the hot ammoniacal spring are here. The wa- 
ter of the lake is pumped up through a large iron pipe and used for all purposes, including 
drinking. 

Middle Lake is a large and beautiful sheet of water. The water has less taste than that 
of Lower Lake, but the quantity of suspended matter seems to be the same. Soda Bay is 
•on the margin of this part of the lake. 
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Cache Creek is a Rlaggish stream of about fifty feet in width. The water looks black 
when seen mnning in its bed. This is owing to a large quantity of sediment from the wa- 
ter which covers the stones on the bottom resembling a dark colored mud. When exam> 
Ined in a clean glass vessel the water seems clear. There is not nearly so much suspended 
matter in it as in the water of the lake, but a slight opalescence may be noticed. The 
earthy taste is more decided, and it is not too much to say that the taste is decidedly bad. 

It having been stated that the water of Cache Croek was purer at the Junction of North 
Fork, about seven miles below Fowler Mill, and was free from the unpleasant taste so no- 
ticeable at that point, I visited the locality and made a careful examination of the stream 
and its surroundings. As there is no road along the creek the junction can only be reached 
by a detour, which I made on horseback. I found the creek running over a clean rocky 
bed. The water was clear and of good taste, but still having a peaty flavor. The precipi- 
tated vegetable matter was much less than at Fowler Mill. In the shallow pools and eddies 
the same muddy sediment was noticed which I had seen in the creek higher up. but to 
a less extent. At points where the water ran over a pebbly bottom the stones were clean 
and the water clear. The creek had the appearance of a mountain stream. There was no 
water running in the north fork. The parties who acted as guides assured me that the 
stream I saw was Cache Creek, and that no other stream entered it above. As our route had 
been a circuitous one I had no way of proving this. In the dry bed of the north fork I no- 
ticed an incrustation on the stones, indicating the alkaline nature of the water. By barom- 
eter I found that the junction is 240 feet lower than the bridge near Fowler Mill. 

I took samples from the following points and sent them to your office by^ Wells, Fargo h 
Co., and they were delivered to me at my laboratory with the seals unbroken: 

Samplx a. — Mud washed from the stones in the bed of Cache Creek. 

Sampue B.— Water from Cache Creek at Fowler Mill— 6 gallons. 

Sampue C. — Water from Lower Lake taken from the surface— 6 gallons. 

Samplx D.— Water from Cache Creek at Junction of North Fork — 6 gallons. 

Sample E.— Sample from Soda Springs, Soda Bay— ^ gallon. 

Samplb F. — Sample of scum from surface of Middle Lake, near the Sulphur Bank. 

Samplb a.— Muddy deposit from the bottom of Cache Creek at Fowler Mill. This sample 
was examined both chemically and microscopically. 

CHXMlOAL EXAMINATION. 

A portion was dried on a water bath. In doing so a strong, earthy or peaty smell was 
evolved. There is no doubt in my mind but that the water takes its peculiar taste ftrom 
this deposit. 

On incinerating the dried sample it lost (organic) 14.8 pr. ct. 

The residue (inorganic) boiled repeatedly in nitro hydrochloric acid left a 

second residue, (insoluble) 78 .0 

Soluble portion U.a 

100.0 



The insoluble part was examined microscopically and found to be nearly pure white 
silica. The soluble portion was largely composed of iron. 

MIOBOSOOPIOAL XXAMINATIOy. 

The sediment was found to consist of white silicious fragments and organic life, both 
animi^ and vegetable. The most careful examination failed to detect any bacteria or other 
forms not common in fresh water or that indicated bad water. 

Of animal forms the following were identified: 
Ciliata=Ch8Btonotus Larus. 
Flagellata. 
Ova of Entoza. 
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Yeovtablb Fobi»— 

Gonfervacen. 
Schizonenema in frond. 
Paramecium. 
Diatomacae. 

•• Navicnlfe. 

Surlrella. 
NitzBchia. 
Mastogloia. 
" Ck)cconei8. 

" Encyonema. 

" Gocconema. 

" Synedra. 

" Melosira. 

" Oymbella. 

Sample B.— Water from Cache Greek at Fowler Mill. 

The water was slightly opalescent and had more ot the earthy taste than the other samples. 
A chemical examination was made which showed it to Ife in other respects like the water 
of Lower Lake. 

A quantitative determination was made of the ammonia and carbonic acid which resulted 
as follows: 

Albuminoid ammonia in 100.000 parts - .03 

Carbonic acid, free and combined, in 100.000 parts 7.86i 

Sample C— Water from Lower Lake taken from the surface. Water clear, colorless; 
taste good— only a trace of the peculiar flavor observed at Fowler Mill; reaction slightly 
alkaline after boiling. 

The water contained what appeared to be a considerable quantity of suspended particles, 
which a microscopic examination showed to be identical with the scum collected on the 
surface of the lake (Sample F) . Although to appearance somewhat voluminous, yet when 
the suspended matter contained in a wine gallon was collected on a carefully dried filter 
and weighed after drying on a water bath at 212* F., the weight was inappreciable. This 
was owing to the impossibility of bringing the filter to exactly the same state of dryness 
before and after fUtering the water. But the exi>eriment suffices to show that the weight of 
the suspended matter is very small indeed. The ammonia determined by Wanklyn's 
method was found to be as follows^: . 

Free ammonia in 100.000 parts 025 

Albuminoid ammonia in 100,000 parts 037 

Carbonic acid in 100.000 parts 7.864 

On allowing the water to stand for a few hours in a tall cylindrical vessel, every particle 
of this suspended matter settled, leaving the water perfectly clear. 

Sample D.— Water from junction of Cache Creek with North Fork, ten miles below the lake. 
This water was clear and colorless and was found to contain much less of the suspended 
vegetable matter peculiar to the water of the lake. Taste good ; specific gravity at 66" F., 
1.000134; reaction neutral; after boiling, slightly alkaline. Total solids, parts in 100,000, 
17.876. The sample was subjected to a careful analysis. ' 



BASES FOUITD. 

Potash, trace. 

Soda, 

Ammonia, 

Lime, 

Magnesia, 

Protoxide of iron. 

Alumina, trace. 

Organic matter. 



ACIDS FOUKD. 

Sulphuric, 

Nitric, (trace only) 

Hydrochloric, 

Carbonic, free and combined 

Silicie. 
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When highly concentnted the water effenresced with Acids, •howiiig the presence of tlw 
carbonate of an alkali. In testing for hardness, the water was found to be remtrkiUj 
soft. 

Temporary hardness (Clark's test) 6 deg. 

Permanent hardness 1 deg. 

Total 6 deg. 

The ammonia was determined by Wanklyn's method and resulted as follows: Free tin- 
monia in on« litre, .0003. in 100.000 parts, .03; albuminoid in one litre, .0003, in 100,000 
partf . .03. The same result was obtained when the filtered water was subjected to tlw 
ssme test. 

QUAKTrrATITK AKALTSIB, CALCULATCD FOB 100,000 PARTS. 

Silica 1.3000 

Chlorine 5063 

Carbonic acid 6.3910 

Oxide of iron and aluminum 1.3000 

Lime 3.3000 

Majniesia 2.8000 

Sulphuric acid 1.2W0 

Organic matter, potash, soda (calculated) . . . 2.8857 

17.8780 

This sample Htood all the tests given by Wanklyn and Chapman for the physical exami* 
nation of drinking wat-r. 

Sample E.— Water from Boiling Soda Spring. This wster had a speeiflc gravity at 66* 
F., 1.0045; solid ccmstituents in 100,000 parts, 51.6. On standing, it lets fall a copious pre- 
cipitate; when shaken, there is much carbonic acid gas given off. Carbonic acid in 100,000 
parts, 80.32. The reaction is scid, but upon being boiled^ it becomes neutral. A chemical 
examination showed the presence of the ssme constituents ss the lake waters, but in much 
greater quantities. Msgnesis snd ammonia were remarkably abundant, but sulphuric sci^ 
gave only traces. 

Sampuc F.— Scum from the surface of Middle Lake, near the Sulphur Bank. This sain* 
pie wss found to consist of microscopic vegetable forms, being mainly composed of many 
species of living diatoms. It is exactly identical with the suspended matter Sn the great 
lake. 

The purity of drinking water is s subject to which the sttention of chemists and physi- 
cians hss been specislly called within the last few years, and it is considered one of tbe 
most important questions of modem science. 

The greet solvent power of wster csuses it to tske up from substances over which it flowi 
a number of foreign elements, some of them deleterious, others healthful, while still otben 
are inert. It is a wise provision of nsture that wster seldom dissolves poisonous substancfla. 
When it does, they in the course of time become insoluble by coming in contact with other 
elements, snd precipitate. 

Organic matter likewise either precipitates mechanically, or breaks up into its elemsnti 
which sre harmless, and which being nearly all volatile, pass from the water to the 
atmosphere. 

The solvent i)ower of water is sometimes incressed by the absorption of certsin gtses. 
Thus wster chsrged with carbonic acid gas holds in solution large quantities of subsfcsnoM 
ss bicsrbonates, which would otherwise be insoluble. When the water parts with the 
excess of carbonic acid these foreign matters fsll. This is why some water becomes turbid 
when boiled and is the cause of the formation of tufas and deposits left by the waters of 
mineral springs. 

All wster hss more or less taste. It is unnoticed by those who sre accustomed to its use, 
but is slwsys evident to strangers. 
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Af ide from the question of health there are certain Bubctances sometimes found in treeh 
water which renders it unfit for domestic use. 

Water containing a large quantity of lime or magnesia has a property called " hardness." 
Perfectly pure water forms a homogeneous compound with soap known as suds or lather. 
Water which is hard does not produce a lather until a greater or less quantity of soap has 
used according to the degree of hardness. 

There are two qualities of hardness called by chemists, permanent and temporary. 

Temporary hardness is caused by the salts held in solution by carbonic acid in excess, 
and it can be removed by boiling the water. The permanent hardness is that of the water 
after boiling. For this, distillation is the only remedy. This property of water is esti- 
mated by assuming the hardest natural water to contain 16 grains of the objectionable salts 
in an imperial gallon, (70,000 grains) , or the equivalent of 16 parts of calcite or carbonate 
of lime in 70,000. 

Thus water found to contain 9 grains in a gallon is said to possess 9 degrees of hardness. 
The hardness of water is overcome (when soap only is used) , by the actual destruction of a 
I>ortion of the soap. It has been estimated that twelve pounds of the best hard soap is de- 
composed and lost for each degree of hardness, before ten thousand gallons of water will be 
rendered sufficiently soft to combine with more soap and produce a lather or suds. 

It is maintained by some that lime being necessary to the normal growth uf the human 
body, water containing it must be healthy, and that absolutely pure water used exclusively 
in a community would naturally induce disease from the inability of nature to obtain 
lime for the bones. 

On the other hand, Hassall, who is considered the best authority, claims that freedom 
from lime and in fact all other foreign salts is one of the ihost important desiderata of 
water as an article of food. 

Hard water is said to produce certain obscure diseases such as cretinism, goitre and 
calcalus. 

The presence of nitrogen is believed to be the most objectionable impurity in water. It 
occurs in four forms: 

1st— Free nitrogen gas. 
2d — Oxidized ; nitrates, nitrites. 
3d— Ciombined with hydrogen ; ammonia. 

4th — Oombined with carbon, oxygen and hydrogen ; organic matter of which albumen 
is the type. 

In the first three forms it is not considered hurtful, but is always sought with the great- 
est care as being indicative of organic matter in the objectionable form. 

The presence of organic matter in water does not necessarily render it unhealthy, as all 
water contains it in greater or less quantities. The most dangerous contamination of 
water and the greatest source of evil is sewage. It has been proved that the germs of cer- 
tain diseases, as cholera, typhoid fever, dysentery, etc., find their way into the human sys- 
tem l^rom the excreta of patients suffering from these diseases, through the medium of 
drinking water. 

Other diseases, such as ague and malarial fevers, are believed to be caused by unknown 
impurity in marshy waters. Oases are known where communities suffering from these dis- 
eases have been relieved by using other water. 

Impure water, if left for some time undisturbed, purifies itself of organic matter to a 
great extent, and at the same time the mechanically suspended impurity precipitates. The 
organic matter decomi)oses to its primitive elements, carbonic acid, ammonia and hydrogen. 

It is well known that fresh water when first taken to sea undergoes this change, becom- 
ing very offensive from the gases evolved. After a time this action ceases and the water 
is found to be purer and better than when first taken on board. This change goes on grad- 
ually when the water is exposed to the atmosphere in large bodies, in which case it does 
not become offensive during the process of decomposition of the organic matter. 
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Chlorine although not objectionable in small qnantitiee, the presence of nnasnal quan- 
tities gives rise to suspicion, as salt (chloride of sodium) is largely used In cooking, and 
would naturally find its way to water contaminated with sewage. In water analysis it is 
therefore carefully estimated. 

There is a great diversity of opinion as to what causes disease in bad water. A few cases 
are cited in which water pronounced by the best chemists to be pure and wholesome has 
produced epidemic diseases. 

On the other hand, in very many more cases, what the chemist would call bad water has 
proved a frightful source of disease, and it is believed that in most of these cases the evil 
is caused by organic matter originating in sewage, or from certain kinds of refuse from 
manufactories. 

The worst waters are those which are turbid and contain the largest quantity of sedi- 
mentary matter. 

While it is admitted that the presence of organic matter in a certain form renders watrr 
unhealthy, the presence of living organic forms, animal or vegetable, should not cause it 
to be condemned, for no water is free from organic life. 

In water analyses it is considered of the greatest imi>ortance to estimate the or- 
ganic matter which is actually in solution. This is done by first estimating the free 
ammonia present, which is only considered an indication of decomposing organic matter. 
When the tree ammonia is wholly removed the albuminous matter in solution is decom- 
posed by an alkaline solution of permanganate of potassia, and the ammonia resolting 
from its decomposition carefully determined as albumenoid ammonia. Pure water should 
contain only traces of ammonia in either form. 

There is no natural river or lake water entirely free from ammonia, and it is customary 
to consider its determination as comparative, it being held that water is good or bad in pro- 
IMrtion as it contains more or less of the objectionable comxK>und. Hassall has given the 
following " standard of purity at which in the supply of water for drinking purposes it is 
desirable to aim.*" 

Mineral matter in 100,000 parts 14-17 

Freeammonia •* " 0.005 

Albuminoid ammonia in 100,000 parts 0.10 

Temporary hardness 10. 

Permanent *' H, 

That they may be compared, I place here the same items from the analysis of Sample D: 

Mineral matter in 100,000 parts 17.876 

Freeammonia " " 026 

' Albumenoid ammonia in 100,000 parts .037 

Temporary hardness .' 6. 

Permanent '• 1. 

It cannot be denied that Olear Lake is a remarkable body of water, which can scarcely be 
compared with any other of which we have any knowledge. It will be seen by referring to 
my observation at the lake and by the analysis of the samples placed in my hands, that 
I>ertaining to the lake and its waters there are several peculiar features. 

1st — The solfataric action, causing the bubbling of gases from the bottom of the lake, and 
the two remarkable ammoniacal springs. It is safe to assume that there may be others of 
a similar nature beneath the waters. 

2d — The suspended vegetable matter. 

3d— The peculiar taste of the water more marked at Fowler Mill. 

4th— The dead fish. 

Solfataric action is caused by chemical Changes going on beneath the earth's surface. It 
is not believed to be necessarily deep-seated. It is from the same or similar causes that 
our deposits of cinnabar and other minerals are formed. It is not necessary to allude to 
the theories as to the causes of solfataric action. It is sufficient to state that it shows it- 
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self oyer a large portion of the Pacific States, and that carbonic acid and other gaseH are 
freely evolved at many points where they can force their way to the aurface. 

Ammonia is rare, bat it is found in volcanic regions, notably at VesnviuB, Hecla and 
Manna Loa, in the form of the chloride. Professor Whitney thinks the ammoniacal spring 
described in his report as without a parallel, as it holds more ammonia in solution than 
any other natural water known. 

Carbonic acid is to vegetable life what oxygen is to animal life. Plants under the influ- 
ence of sunlight decompose, carbonic acid absorbing the carbon and setting the oxygen 
free. Ammonia is also food for the plants, furnishing nitrogen, which they require. 

Warm sunlight and water charged with carbonic acid and ammonia could scarcely exist 
-without vegetable life. It is thought that the luxuriance of vegetation duiing the carbon- 
iferous age was caused by the excess of carbonic acid in the atmosphere at that period, and 
the vegetation was instrumental in locking it up in the coal deposits, before which the 
higher order of animal life could not exist. Similar conditions exist at Olear Lake, which 
I think accounts for the abundance of vegetable matter in the water. 

The gases not only act chemically but mechanically, to which I have before alluded, 
keeping the minute vegetable matter suspended by the agitation caused by the bubbles 
rising to the surface. 

My experiments in Sample A have shown that the peculiar taste arises from the muddy 
deposit. It is more apparent in Cache Creek, where the deposit is larger. This might be 
remedied by cleaning Cache Creek, or by taking the water ftK>m the centre of the lake. My 
theory as to the dead fish is that they are killed by inhaling water highly charged with car- 
bonic acid gas in the near vicinity of the great spring at Soda Bay. 

In making this report I have been careful to state the true results of my observations at 
the lake and my examination of the different samples, so that others may form an opinion 
as well as myself. In view of the diversity of opinion as to what constitutes a water suita- 
ble for the requirements of a great city, I think the judgment of as many chemists and 
physicians as possible should be solicited. As for myself, I am of the decided opinion that 
the water is good, being suitable both for domestic use and for manufacturing purposes- 
better, in fact, than that furnished to most cities in the world. 

I have accounted for the presence of ammonia, and have shown that this and carbonio 
acid stimulate vegetable growth. Remove the cause by seeking a reservoir sufficiently re- 
mote from the solfataric action known to exist at the lake, and the vegetable matter will 
precipitate. The ammonia which is no doubt in form of the bi-carbonate, will break up 
into its elements and escape to the atmosphere. The excess of carbonic acid will also pass 
to the air and a pure healthy water remain. Bespectfully, 

[SEAL.] HENRY Q. HANKS. 
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APPENDIX B. 

PROPOSITION OF THE LAKE TAHOE AND SAN FBANOISCO WATER WORKS TO 
SUPPLY THE CITY AND COUNTY OF SAN FBANCIBOO WITH PURE. FRESH 
WATER. SUBinTTED TO THE HONORABLE, THE BOARD OF WATER COM- 
MISSIONERS. 

BOUBCE or 8I7PPLT. 

Lake Tahoe, the main source of supply of the Lake Tahoe and San Francisco Water 
Works, is located in the Sierra Nevada Moimtains, at an elevation of about 6,220 feet above 
sea level, and covers an area of some 240 square miles ; its greatest depth being about 1,500 
feet. 

The quality of the water is, beyond doubt, the purest in the world, being produced by 
melting snows and mountain streams, the enclosing and surrounding mountains being 
mostly of granite formation, and having a watershed estimated at 500 square miles. The 
only outlet of the Lake is the Truckee River, which flows during the driest seasons of the 
year 800,000,000 gallons of water per diem, and for some months during the floods more 
than three times that quantity. 

To guard against dry seasons, a dam has been constructed by the Company on the Truckee 
River, at the outlet of the Lake, with suitable gates, for the purpose of storing the water, 
by preventing the usual floods escaping out of the Lake and running to waste, at the same 
time allowing the necessary amount of water to flow down the Truckee River for the use 
of mills and manufactories. The Lake will fill to the capacity of this dam in one ordinary 
season. 

The quantity of water thus stored will be immense, and can be better understood and 
appreciated by stating that one foot of water drawn from the Lake in a whole year would 
give a daily yield of 137,000,000 gallons. 

The Lake has been raised by said dam some six feet above low water mark, or about one 
foot above high water mark, and it will now give six times 137,000,000 or 822,000,000 of 
gallons per diem, without interfering with the natural or ordinary flow of the Truckee 
River, that is, with the Lake filled up to the full capacity of the dam. 

A second dam has been constructed on the Truckee River, at a point 3ii miles below the 
dam at the Lake, at which second dam the water is diverted from the river and taken into 
a canal. 

lodependent of the Lake, there are several creeks or streams which the Company can 
draw water from during the rainy season, and while the snow is melting in the spring of 
the year, namely. Bear Creek, Squaw Valley Creek, Deer Creek and Hardscramble Creek, all 
of which are on the east side of the mountains and are tributaries of the Truckee Jliver 
below the Lake. 

On the west side of the Sierras the Company avails itself of several tributaries of the 
American River, which afford quite a large supply of water in the spring and early summer 
months. It will therefore be seen that water from Lake Tahoe need only be drawn when 
these streams fail to supply the amount of water required, and it is estimated that the 
Company, or others using the water, would only require to draw from the Lake about eight 
months out of the twelve. The water in these feeders and tributaries is of equal quality 
with that in the Lake. 

TITLE. 

The Company's title and ownership to the waters, and right of way, is acquired and con- 
firmed under and by virtue of the Incorporation laws of the State of California, and by an 
Act of Congress of the United States, passed July 25th, 1866, entitled, "An Act granting the 
right of way to ditch and canal owners, over the public lands, and for other purposes." 

At the second dam, heretofore referred to, the Company own by location and purchase 
from the University of the State of California, the southwest quarter of section 34, Town- 
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ship No. 16 North, Range No. 16 East, Mount Diablo Meridian, located in Land Office of the 
United States, for Oalifomia, August 6th, 1870. This location embraces the bed of the 
Truckee River for the distance of one-half mile. 

The C!ompany also owns by location and purchase, in the same manner, the south-east 
quarter of section Eight, Township No. 16 North, Range No. 16 East, Mount Diablo Meridian, 
located August 25th, 1873. This location is on the west side of the Sierra Nevada Moun- 
tains, and cQ.ver8 one-half mile of the South Fork of the North Fork of the American River, 
and is near the outlet of the projected tunnel of the Ciompany through the mountains. At 
this place the Company have constructed good buildings for offices, workshops and quarters. 

LINK OF WOBKS. 

To make the waters of Lake Tahoe available, the following work is necessary to be done, 
•viz.: 

The water passing from the dam at the outlet of the Lake will flow down the Truckee 
Biver three and three-quarier miles to the Company's second dam on said river, at which 
I>oint it is diverted from the river into a canal, thence along said canal a distance of fifteen 
miles to the entrance of a tunnel through the Sierra Nevada Mountains. The water from 
said canal enters and flows through the tunnel, coming out on the west side of the mount- 
ains, at a point a short distance above Soda Springs (so called) , on the South Fork of the 
Norih Fork of the American River, beginning at the head of Cold Stream, surveyed for 
railroad and water tunnel, which is (24,172) twenty-four thousand one hundred and seventy- 
two feet long, with an open cut of a quarter of a mile long, and average depth of ten feet. 
To reach the entrance of this tunnel, it would require fifteen miles of canal from said 
second dam on the Truckee to the entrance of the tunnel or cut. 

The first 6,676 feet of the tunnel can be worked out through several shafts of 100 feet in 
depth, leaving 18,496 feet to be worked from two faces, a distance less than three and a half 
miles, on a grade of forty feet to the mile, if required. 

The track of the Central Pacific Railroad Company runs within a few hundred feet of 
the proposed shaft for tunnel on the east side of the m6untains at the head of Cold Stream. 

The line of the works from the tunnel would be as follows: 

The water, after leaving the tunnel at or near Soda Springs, on the west side of the 
mountains, would flow down the granite bed of the American River about twelve miles, 
where it will be diverted from the river and conducted in a suitable canal a distance of 
about sixty miles to a point near Dutch Ravine, in Placer County, at which point it will 
enter a reservoir of convenient size. From which point to San Francisco the water will be 
conducted in wrought iron pipes. 

SUBVETS. 

Careful and elaborate surveys have been made of all that part of the line of works trom. 
Lake Tahoe to the tunnel line, and across the mountains to the western terminus of the 
tunnel. 

The Central Pacific Railroad Company has run a survey from the terminus of the Cold 
Stream route down the American River, on a grade of eighty (80) feet to the mile, to a 
point at Dutch Flat, making actual distance from Soda Springs to that point, forty-two 
miles; the remaining distance to Dutch Ravine is estimated. In all, it would be about 
sixty miles by canal. 

The elevation of the tunnel on the west side of the mountains is 6,143 feet above base. 

It has been proposed by the Water Engineer, Col. Mendell, that the site for the reservoir 
be changed trom Auburn to Dutch Ravine, near New C^tle, on the Central Pacific Rail 
Boad, which gives an elevation of 880 feet above city base. Diameter of pipe, 43.75 inches; 
length of pipe, from Dutch Ravine Reservoir to San Francisco, 122.44 miles, and discharg- 
Ing at an elevation in San Francisco of 300 feet above City base, 20,000,000 gallons in 24 
hours. 

The capacity of the canal to Dutch Ravine Reservoir will be 100,000,000 gallons per day. 
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DISfANCK FBOM LAKE TAHOK TO DUTCH &AYIHX BX8KBTOU, NKW GAiBTUB. 

From Lake Tahoe to 2d dam in bed of Tmckfee Riyer 3.75 miles. 

Length of Canal from 2d dam to Cold Stream Tunnel 15.00 " 

Length of Tonnel, Cold Stream route 4.57 *' 

Down bed of American River 12.00 " 

Canal from American River to Dutch Ravine 60.00 *' 

Total distance 96 . 32 '* 

Ninety-five and thirty-two one hundredths miles. 

The line of works from the Dutch Ravine Reservoir will be via Sacramento, 
Fairfield, Benicia, Oakland and San Francisco. 
From Reservoir Dutch Ravine to San Francisco (Pipe) 122.44 " 

Total in miles from Lake Tahoe to San Francisco 217.76 " 

ksthcatki) cost. 

Canal East of Sierras, 16 miles, at $26,000 per mile $ 376,000 

Tunnel through Sierras (8 feet circular) 24,172 feet, at $50 per running foot 1,208,600 

Stone dam on American River 60,000 

Canal lined with stone, where required, estimated distanbe 60 miles, at $30,000 

per mile 1,800.000 

120 miles fencing, at $600 per mile 72,000 

Two miles of 6 foot ^-inch pipe for crossing Ravines 100.000 

Reservoir Dutch Ravine 460,000 

Wrought Iron Pipe from Dutch Ravine Reservoir to San Francisco, 122.44 miles, 
in accordance with Engineer's Specification, 110.971,801 lbs., at 4^ cents per 

lb. (or 66,485 tons) 4,993.731 

Rivets, making and laying same, $5 i>er foot 3,236,066 

Transportation, $5 per ton 277,426 

Tunneling Straits of Csrquinez 360,OUO 

Crossing Bay San Francisco with submerged pipe (ball and sockets) 600,000 

Air Valves, gates, and extras 100 .000 

$13,611,811 

10 per cent. Contingent 1,361,181 

Franchise and Water Rights 300,000 

ToUlCost $16,102,992 



If it should be required to construct a pipe to carry 30,000,000 gallons per day, it caa be 
done for an additional cost of $3,291,614, or $18,464,606, which amount of water would be 
required by the time the works could be completed. 

The making of the pipe should be near the line of works, as well as the dipping In 
asphaltiuu, which will save expense in hauling and scaling of asphaltum. 

To cross the Straits of Carquinez I sink a shaft on each shore to a proi>er depth, and 
thence tunnel under the bed of the Strait until the two tunnels meet, when I lay my pipe 
and let the tunnel fill with water. It becomes simply a mining operation. For this work 
I estimate, in addition to cost of pipe, $350,000, the distance being about three-fourths of a 
mile. Thence the line will pass in the direction of Oakland, through San Pablo Valley, 
and will probably discharge into a reservoir back of Oakland, at an elevation 400 feet above 
base. Thence the line I propose to follow is to the Encinal, Alameda. Thence across the 
Bay to Ban Bruno Mountain or its vicinity (which method I proposed as early as Oetober 
1st, 1871, as well as crossing the Straits of Carquinez) . 
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OBOSSUTO BAT OV BAN FBANCX80O. 

propose to cross the Bay of Ssn Francisco in the folL wing manner: 

1.— I drive two rolls of piles in pairs, six feet apart one way and one hundred feet apart 
the other way, across the Bay, from shore to shore. I put the pipe together on a small 
railroad on the Alameda shore, the outer end thereof being closed up ; as fast as I put the 
pipe together I float it out on the surface of the water in a line between the two rows of 
doable piles, where it remains; section after section is so added until the pipe reaches firom 
shore to shore. While this pipe is being so floated across the Bay, an air pressure is kept 
thereon to prevent water from the outside filling it before the whole distance across the 
Bay is laid. When the pipe is ready to be lowered I stop the air supply and gradaually fill 
the pipe with water, which will cause it to sink to the bottom of the Bay, and soon form 
its own bed; the pipe being guided by the double row of piles on either side will of course 
settle down in a straight line; all the pipes will have flexible joints, which will permit 
them to form a considerable angle without breaking or leaking. 

This method has been successfully used in crossing the Schuylkill River, at Philadel- 
phia, (See annual report of the Chief Engineer of the Water Department of the Oity of 
Philadelphia, presented to the CSouncil February 16th, 1871, on page 14), which says: '*This 
plan was patented by Mr. Jno. F. Ward, of Jersey City. A contract was accordingly made 
with that gentleman, and the main has been successfully laid. It is thirty-six inches diam- 
eter, has a movable Joint of simple and peculiar construction, which admits its being sunk 
length after length from a scow, by suitable skids and derricks. 

The inside of the bell of the pipe is turned smooth to a spherical form, the small end ot 
the pipe has grooves in it to jretain the lead when the pipes are put together, a lead joint is 
cast and caulked in the ordinary way. The smoothness and form of the inside of the bell 
permito the requisite motion, the lead joint slipping upon that, while it is retained firmly 
by the grooves in the small end of the pipe. 

I state the above to prove that the laying of submarine pijies has already been success- 
fully accomplished ; however, I am of the opinion that my plan of floating the pipe out 
from the shore is better than that of laying it out of a boat or scow. 

From the end of this pipe the water will be conducted to a reservoir constructed by the 
City, at an elevation of 300 feet above base, and from thence distxibuted throughout the 
City. 

OITZ SUPPLY AND WANTS. 

In regard to the city's future wants there can no longer be a doubt of the future growth of 
this City as a fixed fact. It can be almost fixed with mathematical accuracy that this city 
will have a population of 600,000 inhabitants in ten years hence. No calculation for this 
City should be made at a capita or person for all purposes less than 100 gallons per day. 
In regard to this quantity we have only to look to the City of New Tork. The City of San 
Francisco has no rains of any amount in the Summer months as New York. Therefore, it 
is my opinion, as an engineer, that no water supply from the mountains should start with 
a less supply than will furnish 100 gallons to each inhabitant. 

It must also be recollected, that Lake Tahoe will and can fUmish water for mining pur- 
poses, in addition to that required for cities and towns; carrying 600,000,000 gallons per 
day through the tunnel into the South Fork of the North Fork of the American Biver, 
thence 100,000,000 to the reservoir at Dutch Bavine. 

SALS OF WATXB AND BXYSNUE. 

From the sale of water for mining purposes, the driving of factories along the line of 
Ballroad, the furnishing of the different towns and villages along the line of works before 
it reaches the City of San Francisco, will produce an income that will pay the entire interest 
on the bonds to be issued to construct the works. 

No oAe can question the quantity or quality of the *' Lake Tahoe " water; a grand reser- 
voir, located at an elevation of 6,220 feet above the sea, covering an area of nearly 240 square 
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miles, with a depth of 1,500 feet, Rurronnded by high granite monntaing, covered with 
beautiful pines, firs and other mountain growth, for beauty it has no equal in this State or 
any other. The water that supplies the lake is derived from innumerable mountain springs 
and the melting snow, which falls to a great depth in the winter months. It has no filthy 
drainage and can never have. I will state that the estimate of the strength of the iron 
pipe, as required by the Water Engineer, is extra heavy, and, therefore, has increased the 
cost of the work over my former estimates ; still, it is to the City's interest that the pipe be 
stronger than absolutely necessary. 

The Lake Tahoe and San Francisco Water Works will contract to do the work in accord- 
ance with the written specifications furnished by C!ol. Mendell, and perform the work in the 
best workmanlike manner, and to the Engineer's satisfaction. 

Time required to complete the work is five years from the time of signing contract. 

Seventy-five per cent, to be paid as the work prugressef, balance on completion of con- 
tract. Estimates in U. S. gold coin. 

All of which is respectfully submitted. 

A. W. VON SCHMIDT, 

President Lake Tahoe and San Franciaco Water Works. 
February 14th, 1877, and 

June 14th, 1877. 



EL DORADO WATER AND DEEP GRAVEL MINING COMPANY. 



To Qi€ Boctrd of Commisiiono'S for Water Supply for San Francisco: 

In behalf of the £1 Dorado Water and Deep Gravel Mining Company I beg leave to sub- 
mit a general description of the water rights which it is proposed to ofler the city, and also 
an outline of the works to be constructed to deliver the water within the corporate limits. 

These rights consist of the entire watershed of the south fork of the American river, in 
El Dorado county, and the drainage therefrom of the main stream and its various tributa- 
ries, and the summit lakes which feed them. The watershed aggregates some 600 square 
miles, 350 of which lie above the point at which it is proposed to divert the water, and 
embraces all the lakes of which the drainage ground supplying them directly is something 
less than 120 square miles. 

Upon the south fork we own. by denouncement and appropriation, two rights. One, at 
Cedar Bock, the head of our present main trunk canal, of 20,000 miner's inches, or some- 
thing over 380,000,000 gallons daily; and the other, at the head of the old south fork canal, 
of 16,000 miner's inches, or over 285.000,000 gallons. These rights were originally acquired 
under the various laws of the State and of the United States, concerning the denounce- 
ment and appropriation of water, the granting of rights-of-way for canals, and of reservoir 
sites. They were taken up by several different companies, mainly between the years 1850 
and 1867, who constructed in the aggregate some 144 miles of ditches for mining and irri- 
gating purposes, at a very heavy expense. These various rights and improvements were 
acquired by purchase and consolidated by the present company some three years since, and 
have been greatly extended by the present owners. 

The summit of the Sierras embraced within this watershed varies in elevation from 
8,000 to 10,000 feet above sea level, and from 4,000 to 6,000 feet above the bed of the south 
fork, which, from Strawberry, falls on an average about 90 feet to the mile. From an ele- 
vation of about 6,000 feet to the summit, the snow-fall usually varies from 10 to 36 feet in 
depth, and remains until midsummer, and not unfrequently, on the more elevated points, 
through the entire year. 

From the great extent of this watershed, the heavy rainfall and depth of snow whiob. 
feed it, the supply of water to the south fork is so immense in all ordinary yean, and even 
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for thre«-foarthi( of dry yean, that it is needless to dwell upon its capacity as a sonrce of 
snpply, except in periods of extreme drought. 

Mr. F. A. Bishop, the engineer of this company, from an observation of over twenty 
years, estimates that the sonth fork will gange, on an average through the year, 60,000 
miner's Inches, or nearly 1,000 millions gallons daily. But, as I have said, it is useless to 
dwell upon these statements of the ordinary supply. It is simply beyond all the conceiv- 
able requirements of this or any other city, and it is only necessary to examine its resources 
in exceptional dry years. 

And here I beg leave to invite your special attention to what we regard as the distinctive 
feature of this scheme — unapproached by any other, on the Western slope at least. It is 
the series of magnificent lakes lying along the summit of the Sierras, within our water- 
shed, and embedded in almost perpetual snows. I will only here state the approximate 
watersheds and storage capacities, when dammed, of the six principal lakes: 

SILVKB LAKE. 

Watershed 60 square miles 

Height of Dam 30 feet 

Area of water surface .2,500 acres 

Gallons stored 26,000,000,000 

Daily supply of 100,000,000 gallons for 260 days. 

TWIK LAKES. 

Watershed 20 square miles 

Height of Dam 20 feet 

Area of water surface 1,500 acres 

aallons stored 10,000,000,000 

Daily supply of 100,000,000 for 100 days. 

ECHO LAKE. 

Watershed 11 square miles 

Heightof Dam 76feet 

Area of water surface 2,600 acres 

Gallons stored 61,000,000,000 

Daily supply of 100,000,000 gallons for 610 days. 

MEDLEY LAKES. 

Watershed 12 square mi les 

Height of Dam 20 feet 

Area of water surface 3,600 acres 

Gallons stored.. 23,000,000,000 

Dally supply of 100,000,000 gallons for 230 days. 

GLACIER LAKE. 

Watershed 16 square miles 

Height of Dam 20 feet 

Area of water surface. « 2,000 acres 

Gallons stored 13,000,000,000 

Daily supply of 100,000,000, gallons for 130 days. 

AUDBAIM LAKE. 

Watershed .8 square miles 

Height of Dam 25 feet 

Area of water surface 700 acres 

Gallons /stored 6,000,000,000 

Daily supply of 100,000,000 gallons for 60 days. 

13 
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Recftpitulating the anantlal Items of these statements, we have, of the 350 sqnsre miUi 
of watershed lying above the point of dlyerslon, 116 square miles which shed their witen 
llrst into these lakes, giving an aggregate area of water surface to them of 13.800 acres, or 
90 square miles, and affording a atorage capacity of 188,000,000.000 gallona. Reducing the 
cube of this volume of water by thirty.flve per cent., and we still have left 90,000,0004)01 
gallons, which is adequate to a daily supply for one year ot •omething slightly ondcr 
080,000,000 gallons, or a supply of 100.000,000 gallons daily for two years and aix monthi; 
or a supply of 100.000,000 gallons per day for four months of the year (probably the longert 
time it would ever be necessary to draw from them) for seven years, 'withoat annual rq>leii- 
ishment. 

In addition t) these magnificent natural reeenroirs there are nomeroas smaller lakes, ind 
a large number of sites for aitificial reservoirs on the 'declivities of the watershed, prob- 
ably aggregating in capacity twenty 'five per cent, of that of the lake«. The most promisent 
of these sites I have Indicated, In red, upon the map before you. But It would Memi 
useless task of piling Pelion upon Ossa to dwell longer on this question of adequacy of 
supply. Before leaving the subject, however, I would draw your attention to the important 
difference in point of reliability between a suow and a rain fall. There are so maoy 
physical and meteorological conditions which affect the question of catchment, that, ai 
yet, hydraulic engineers and meteorologiats have been unable to eetablish any fixed reli' 
tlon between the rain fall and actual catchment, and have found it necessary to discard 
annual averages, though eitending over long periods of time, and assume the minimnm d 
consecutive dry years as the only reliable basis of supply. It is a well known fact that the 
percentage of actual catchment depends almost wholly upon the character of the rain fall, 
whether it be gentle and intermittent and is lost by absorption and evaporation, or tk« 
contrary. And observation here teaches us that in extreme dry years we are not only linrt 
in quantity of rainfall, but from the character of the rains, a smaller percentage is sTsil- 
able for catchment. But no such uncertainty attaches to a snow fall. It lies where it falli, 
and whether it be gentle or violent, Is not a factor in the question of catchment, ss in the 
case of rain, which must be utilised at the moment or not at all. We have had manj 
seasons here when, not only all of our coast range and foot-hill sources of water would 
have been entirely inadequate to the supply of a large city, but even our mountain streaoi, 
from their natural flowage. would have failed to supply It, but no such thing has ever 
occurred as a failure of snow fall amply snfllclent to fill these great natural reservotni- 
thus placing the supply far beyond any conceivable demand or contingency. I shall hare 
occasion to refer briefly to this subject again. 

With this general statement as to our sources of supply, I will now propose to state what 
is proposed to be done to introduce the wster into the city. We propose to take the water 
from the south fork of the American Blver at the present head of the old south fork canal, 
built in 1801, which has an elevation of something over 2,(M)0 feet above sea level. We will 
from this point construct a canal with a capacity of delivering 100,000,000 gallons daily, 
substantially along the line of the old south cansl, to a point about three miles from Pla* 
cerville, known as Negro Flat, a distance of 34 miles from the hesd. Here a reservoir of 
about 200 acres in arr a will be constructed, with a dam 80 fett high, which will have a 
storage capacity of about 6,000,000,000 gallons. This has not been required by yeur engi- 
neer, but is suggested by us for the reason that it is already commanded by our main tmnk 
canal, which takes its water at some l,S00feet higher elevation, and is of equal capacity, 
which would not only be an additional guarantee against any interruption of supply, bat 
with comparatively small additional cost would deliver 200,000,000 gallons daily at tb« 
head of the pipe line. From this reservoir the wster will be again taken in open canal 
some 18 or 20 miles via Diamond Springs, Mud Springs and Shingle Springs, the present 
terminxis of the railroad, to a point near Latrobe, which will be the head of the pipe line. 
At this point another reservoir will be constructed of about 400 acres In area, at an eleva- 
tion of HoiBB 1,350 feet above sea level, with a dam 85 feet high, and which, at an average 
depth of 60 feet, would contain over 6,600,000,000 gallons. The total length of the canal 
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will thus be something under 45 miles, and will be paved with rock wherever required, and 
inclosed on both sides for its entire length with lateral drains on the upper bank, so as to 
protect it absolutely from all contamination. It will be observed that the canal will take 
its water from the main stream at a point below the confluence of all of its various tributa- 
ries, which are fed by the lakes heretofore described, and will be supplied by a watershed, 
including these lakes, of some 350 square miles. 

From the Borland reservoir, near Latrobe, the water will be taken in a 40-inch iron con- 
duit by an air line, a distance of 83 miles to another reservoir at Livermore Pass, of about 
738 feet elevation. From this reservoir it will be again taken by a pipe of 42-inch diameter 
to the neighborhood of Miles' Station; thence around the head of the bay on solid ground; 
thence through Santa Clara and San Mateo counties to the city limits, a distance of 74 
miles, making the total length of the conduit 157 miles. It is to be burled the entire dis- 
tance two feet under ground, and will deliver 20,000,000 gallons daily. All the work is to 
be done according to the specifications and under the general supervision of your own en- 
gineer. 

Such is a general outline of water rights owned by this company, which it is proposed 
to sell to the city, and the work to be done to supply the water. Haviog given this state- 
ment, I am now expected, as I understand the object of this meeting, to state further, for 
the information and benefit of the public, what are the particular advantages possessed by 
this scheme. Having visited this property yourselves, in company with your engineer, I 
would gladly leave the subject without a comment, having the most entire confidence in 
the honesty of purpose by which you will be actuated in your recon mendations, and feel- 
ing equally assured of the superior advantages which our scheme possesses. But as it is 
not to be supposed that you are to champion any scheme, I shall have to beg your indul- 
gence, if, for the benefit and information of others, I have to state many facts already 
familiar to yourselves. They will be found, however, to be such as pertain to every 
thorough investigation of water supply, and are mainly the result of the very exhaustive 
researches which have taken place uiK)n this subject in various parts of the world within 
the last ten years. 

I may state succinctly the advantages which we claim for this scheme are— 

Fint. The adequacy of supply under all conceivable conditions and contingencies, 
present or prospective. 

Second. The economy of maintenance due to the advantages and facilities for supplying 
other large and growing communities in transitu. 

Third. The important hygienic properties of the water, due to its great purity and free- 
dom from contamination. 

■ 

After what has been said regarding the extent of our watershed and the storage capacity 
of our lakes, it is unnecessary to say anything further under that head, and it only remains 
for us to examine some of those phenomena of the supply and consumption of water, which 
have been developed by the growth of all great cities, to understand what may be those 
extraordina^ emergencies to which we may be at some time subjected, and against which 
it is important to provide. 

It appears from investigation that every important towd and city, without exception, so 
far as I have been able to discover, has found that not^)nly has the actual consumption 
greatly exceeded the estimate and has increased in a more rapid ratio than that of popula- 
tion, but thttt the supplies, especially those depending upon catchment, though based upon 
the average of rain falls for long periods and cycles of time, have fallen far short of the 
original estimate. I may mention as illustrations of this fact that in 1850 the City of 
London consumed only 44,383,332 gallons per diem ; in 1856, only six years later, it used 
81,000,000 ; and in 1866, 108,000.000. In 1854 Philadelphia consumed something less than 
12,000,000, which had risen in 1874 to over 42,000,000. New York, in 1850, consumed about 
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18,000,000. whereas In 1876 the conramption was OTer 88,000,000, and even with its boasted 
Croton Works, a water famiDe became imminent. 

There are no physical or climatic reasons why we should be exempt tzom the metecwo- 
logical phenomena which periodically occur elsewhere. But upon the contrary, it is a 
question whether we are not eren more liable to these occurrences than other looalltieB 
xipon the one hand, and upon the other, require a greater amount of water per capita than 
any other community In the world. From the thirsty character of our public grounds — the 
limited rain fall, the numerous private gardens, the universal custom here of building 
even the humblest dwelling with bath room and closet— the high prevailing winds filling 
the atmosphere we breathe with pulverized animal faeces and fungoid matters, oooiaining 
the very germs of disease. Were our sewers properly flushed, our streets sprinkled, our 
sand-doons converted into parks, and those existing beautified with lakes and fountains, as 
is proposed, we should to-day be using 20,000,000 gallons per day Instead of 12 or 13,000,000. 

It Is well known that our catchment season here is practically confined to four months of 
the year. We all know what were the results of the extraordinary seasons of 1850-51, 1802-63, 
1863-64, 1868-69, 1869-70, 1870-71, and the one which Is now upon us, to say nothing of 
1827-28, when, I hav^ been credibly informed, there was no rain here for over eighteen 
months. 

It is unnecessary to comment uxK>n these facts, as every one can understand what would 
be the result of these occurrences when this community shall have attained a i>opulation of 
a million inhabitants, which is inevitable at no very distant day in the future. The grave 
question then arises, whether all of our theories as to a water supply by catchment trom the 
coast range and foot hills are not wholly fallacious, when tested by these extraordinary oc- 
currences. At Greenwich it required meteorological observations of over fifty years to 
develop the phenomenon of five consecutive dry years, all below the average of the cycle. 
And according to that law of inevitable averages, we have every reason to expect the re> 
occurrence here of these extraordinary droughts. In closing this branch of the subject I 
cannot resist referring to the result of its investigation in other quarters, and which would 
seem to more than confirm such apprehensions. In 1868, Mr. John Taylor, the assistant of 
Mr. James Simpson, Engineer to three of the London water companies, at the request of 
the eight companies supplying that city, visited all the principal cities and towns of Eng- 
land and also Glasgow— the best supplied city in the United Kingdom— to ascertain what 
had been the effect upon their water supplies of the extraordinary drought of that year. 
He visited over twenty of the most important ones, including Manchester, Liverpool, 
Sheffield and Newcastle. He found, without exception, that the supplies had all fallen far 
short of the catchment originally estimated, and In nearly every instance they had erected 
or were about to construct pumping works to supply the deficiency. 

He had opportunities of reviewing an immense amount of data in the various localities, 
extending over long periods of time, as to the rainfall and the theory of averages upon 
which the various works had been constructed. After referring in detail to the various 
cases, he forcibly concludes by saying: 

'< Manchester and Glasgow are favorable examples of gravitation works, but exhibit signs 
of deficiency when tcBted by cycles of dry years. * * * m The axiom in mechanics that 
the strength of a beam is the strength of its weakest part, applies also to gravitation works, 
their strength or power of supply being only the minimum quantity they may be reduced 
to. * * * The general result has been that nearly all gravitation supplies of water ob. 
tained from drainage grounds have failed in a manner hitherto unprecedented within the 
known experience of such works, proving that the data on which they have been based have 
been fallacious." 

If, then, such has been the result where the opportunities for observation have been so 
superior to ours, we certainly have no right to expect to escape similar or even more disas- 
trous results. Assuming that our consumption will at some day reach 100,000,000 gallons 
per diem, and assuming that we had a gathering ground of 200 square miles, and reservoirs 
of 3,000 acres of 50 feet average depth, storing 48,877,650,000 gallons, and allowing evapora- 
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tion to be six inches per month— if we test this assumed capacity, though far exceeding 
anything -we actually have, by the supply of 1862-63 and 1868-64, commencing on the first 
of April, 1862, with reservoirs full— and allowiuR 60 per cent, of the rain fall to be utilized 
by catchment, and we should run entirely out of water before the first day of April, 1864, 
and from that time until November following would not have one drop. But I am satisfied 
that my estimates are entirely too liberal, and that not over 26 per cent, of the rain which 
fell in those two seasons would have been utilized. By the same test, the three dry seasons 
ending in 1871, though averaging 18 inches, as against less than 12 for 1862-63 and 1863-04, 
the result will be found to be still more disastrous, and we would have been entirely out 
of water before the rains of 1871 ceased. 

Now, if I understand the scope of your duties and your desires in the premises, it is to 
settle this water question, not only for the present, but for a 1 time to come. And if, in 
the light of these facts, it is evident that at some future day the necessity will arise of 
going to the mountains for an adequate supply, I think there can be no difference of opinion 
las to the i)olicy of doing so now, when you can acquire that supply for one-half the amount 
you will in the mean time expend upon some inadequate source, which may be nearer at 
band. And as there is no mountain source possessing the abundance of water owned by us 
that can be obtained at anjrthing like the same cost, it follows as a logical conclusion that 
the purchase of this scheme is pre-eminently the thing for you to do. 

I now come to the question of distance and the cost of maintenance. This is a favorite 
objection with those having foot hill schemes for sale. But I may inquire, if you have not 
got the necessary amount of water nearer at hand, ** What are you going to do about it ?" 
But in point of fact there is nothing in the objection, if, in reality,. it is not an actual ad- 
vantage. The engineering is perfectly simple, and it is only a question of dollars and 
cents. I will only mention here, while passing for the benefit of those for whom " distance " 
seems to have no " enchantment " when applied to water projects, that of the five prineipal 
schemes presented to the Boyal CiommiBsion for the supply of Londou, and advocated by 
the very first engineers of the kingdom, the shortest one was 135 miles, and from that up to 
210 miles, as in the case of the Cumberland and Westmoreland Lakes. And a prominent 
feature in this latter scheme was the supplying of some twenty odd other cities and towns, 
in trantitu, consuming some 130,000,000 gallons daily, which is one of the advantages which 
we claim for our scheme. As before stated, we propose to bring to the reservoir at Latrube 
100,000,000 gallons by open canal, while the pipe line will only take, for the present, 
20,000,000 daily. This pipe line, as will be observed, passes through the Sacramento, San 
Joaquin, Sunol and San Jose valleys, and in the immediate vicinity of Stockton, the various 
railroad stations, and at Niles', in convenient distance of Oakland and Alameda and inter, 
mediate villages and stations ; also, by San Jose, Santa Clara, Fairfield, Menlo Park, Bed- 
wood City and San Mateo. If, now, California has anything like the future we all believe 
it has, all these valleys and inland towns and villages will greatly increase in population, 
and before a second pipe line will be required, these places cannot aggregate much lees 
than 500,000 people, consuming, perhaps, 20.000,000 gallons of water daily. Now, 20,000,000 
gallons at 26 cents per 1,000, in ten years amounts to over $18,000,000, or more than enough 
to construct the entire line ; and so on for every future line it may be necessary to lay. So 
far as the canal is concerned, this company will gladly undertake to maintain it and keep 
it in thorough repair for the excess of water it will carry until such time as the City may 
require it. So far, then, as the distance is concerned, it is an actual advantage, if properly 
utilized, and will ultimately become an important source of revenue instead of an expense, 
and thereby reduce the cost of water to the consumers of the city. 

In this connection it may not be impertinent to mention here what now seems to be con- 
ceded as a matter of policy in all schemes of water supply to cities, and that is, water 
should not be taken for such purposes from districts where it is, or may become, necessary 
for local use. In this respect, we again present an advantage, as the water which we pro- 
pose to bring is only that which now runs to waste, but which we would impound by dam- 
ming the lakes heretofore described. 
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I now come to the last, but by no means the least, advantage which this scheme 
and that is, the great parity of the water and its valne as snch in a sanitary point of Tlew. 
Bat few, indeed, outside of professional men, anderstand the real importance of this branch 
of the sabject. It hss, fortanately, undergone the most ezbaastiTe investigation within 
the past ten years, by many of the most eminent physicians, hygienic chemists and hydro- 
logists, and there is an immense mass of eridence now accessible to all upon this important 
subject. 

In the elaborate examination of the Boyal Commission on Water Supply of London, 
already referred to, much yalnable. if not startling infnrmation, was elicited. From the 
testimony taken by that Commission, the great importance of procuring water which was 
not only pure at the source, but which should not be contaminated in transitu, was abun- 
dantly shown. They went elaborately into the question of the character of the watersheds 
and gathering grounds and the geological formation of the intervening country, as well as 
the probabilities, from the nature of things, of such changes in the industries of the 
country that might lead to contamination in the future. There was a vast amount of tes- 
timony taken from every scientific man of any eminence who had bestowed attention upon 
the subject. The weight of this testimony goes to show that every scheme that derives its 
water from highly mineralized districts, or where the gathering ground, or intermediate 
country, is employed for pasturage or agricultural purposes, in which the drainage from 
manured fields, irrigated districts or manufacturing establisliments finds its way into the 
supplying s ream, should be condemned, as such contamination of the water renders it 
wholly unfit for domestic purposes. And Professor Frankland, probably the very highest 
living authority on hydrology, says that " there is no process practicable on a large scale 
by which that noxious material (sewage matter) can be removed from water once so con- 
taminated, and therefore I am of opinion that water which has been once contaminated by 
sewage or manure matter is henceforth unsuitable for domestic uses." 

And I see thst ui>on quite a recent examination and analysis he has utterly condemned 
the wster of the upper Thames as source of additional supply to London, upon the ground 
of its contamination from manured fields and the great number of fungoid germs, both 
visible and microscopic, which it contained. Much statistical information was given to 
show the wonderfully improved sanitary condition of London, due to the improved con- 
dition of its wster supply, especially in times of great epidemics. Our own Health Officer 
here reported officially a few weeks since that at least 25 per cent, of our recent extraordi- 
nary mortality was due to the condition of our sewe^, resulting from insufficient flushing, 
and I think no one can doubt what would have been the fearful mortality had we been 
visited by Asiatic cholera under such a condition of things, as we were in the fall of 1850. 
The water which we propose to deliver to the city, and which will be entirely protected 
from contamination, contains only 1^ grains of solid matter to the gallon, being about one 
grain of the carbonate of lime and the half grain consisting of the salts of soda and 
potassa. 

The watershed is a granite formation, and the line of the canal will pass over a slate 
belt, so that it can neither become impregnated with inorganic substances or contaminated 
by organic ones. 

In closing this subject I do not know that I can do better than to quote portions of a 
recent able report made by Dr. Gresson, at the request of the engineer of the water works 
of Philadelphia, in consequence of the serious contamination of the waters of the Schuylkill 
by the sewage from various manufactories which drained into the river. The report con- 
tains the result and conclusions of all the more recent investigations in various parts of the 
world, and is a convenient epitome of the whole subject from a hygienic stand point. He 
says : 

" The following extracts from " The Sewage Question," by Erepp, show the mode of the 
propagation of epidemics, and from a study of the conditions therein stated we are able to 
learn the means of prevention and of cure should epidemics unfortimately make their 
appearance." 
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" Dr. Klob, of Vienna, has recently, by meant of a mioroioope of 800 to l.GOO power, dis- 
coTsred In the evacaationa of cholera patients milliona and milliona of microacopic fungi, 
Tery aimilar in form to common mnahrooma." 

" That these fungi form the basis and medium of propagation of that terrible disease 
there can hardly be any more doubt, as all kinds of f angi must rapidly propagate under 
favorable circumstances." 

" The most eminent physicians in the southern part of the United States now acknowl- 
edge that yellow fever is much promoted, if not actually generated, by the decompositions 
of large masses of human fscea left exposed to the open air, ■»■»■» the infection by 
yellow fever is simply caused by the germs of infusoria or fungi, developed by a combina- 
tion of f cecal matter with vegetable substances putrifying together under the influences of 
a torrid clime." 

" Both yellow fever and cholera germs, whether of the vegetable or animal, fungus or 
infusoria class, abound of course in the evacuations of the stomach and bowels of the 
patients, a single drop of which, however diluted, contains millions of these poisonous 
atoms, which are ever taken up in the air by the evaporation of the infectious fluid, and 
i^terward returned in the rain." 

" The scientific investigations of the celebrated Professor Pettenkofer, of Munich, have 
thrown additional light upon this subject, and disclosed important facts, which may be 
summed up as follows : 

" The origin of cholera lies in a specific, ferment or germ contained in the excrements of 
cholera stricken persons, or even of otherwise healthy people coming from an infected 
locality." 

" Cholera, if once introduced in the shape of this germ, develops itself into an epidemic 
only in such localities where the water, circulating in a loose, porous soil, is impregnated 
with foecal matter through percolation out of cesspools, sewers and gutters." 

*' Such polluted subsoil water becomes the more dangerous when, by atmospheric influ- 
«nces, it alternately rises and falls, leaving in the latter case the upper strata impregnated 
with putrid organic matter to dry up, and thereby exhale volumes of most poisonous 
gases, which enter the human system through our lungs." 

"Cholera is, therefore, propagated not 6nly by the atmosphere, '\Ahen charged with 
fcecal gases, but also by wells, when contaminated by excremental percolation ; the latter 
being by far the more dangerous mode, as the cholera ferment or poison is much more con- 
centrated and powerful in the water we drink than in the air we inhale." 

" In the year 1849, nearly all the water used in London for drinking and culinary pur- 
poses was notoriously contaminated by cess-pools and water closets, in many instances even 
by direct percolation of the evacuations of cholera patients. Fortunately, the quality of 
London water has since improved. Hence the mortality by cholera in the years 1849, 1864 
&nd 1866 has decreased as follows : 
1849, 62 in 1,000 inhabitants. 
1864,43 
1866, 18 ** *' 

<' When river water holds in suspense effete organic substances of the animal or vegetable 
iLingdom, a process of combustion rapidly goes on by the oxygen contained in the water 
itself; and when all the oxygen which for that purpose can be spared is consumed, the re- 
maining organic ingredients pass into a state of putrefaction." 

" From the above statements it appears that a condition of alkalinity is necessary for the 
propagation of typhoid and choleritic disorders, and all the modem authorities assert the 
danger of drinking alkaline waters containing much sewage." 

I am fully aware that in times of health we are not likely to realize or perhaps provide 
as we should do against the horrors of pestilence, but if what I have said and quoted is 
not enough to show the great importance to public health of an abundant supply of pure 
fresh water, nothing which I can add, I am sure, can do so. In undertaking to show that 
our water contains every requisite and condition of a supply as prescribed by the highest 
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authorities, I have been compelled to r.eTlew the facts and arguments which all recent dis- 
cussions of this subject have elicited, and without which no complete inTestigation can 
take place. In doing so I wish to disclaim all intention of applying them to any other 
scheme you may have under consideration. I do not propose to disparage or reflect upon 
any one's property, directly or indirectly, and have merely stated these facts as essential to 
and inseparable from every discussion of the water question. 

In a few days I hope to be able to submit to you in writing our terms for the sale and in- 
troduction of this water. As yet I have not been able to convene our Board for a discussion 
of the subject, having only a day or two since obtained the estimates of the cost of con- 
struction, based upon the specifications of your engineer. All that I can say at present is, 
that I find from these estimates that we shall be able to state a figure considerably leas 
than $16,000,000. 

Besi>ectful]y submitted, 

LOUIS A. aABKETT, President. 
El Dorado Water and Deep Gravel Mining Co. 
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lb the Boaid of Commissionen for Water Supply for the City and County of San Francisco.- 

The undersigned proi>08e to furnish to the City and County of San Francisco the water 
supply known as the *' Blue Lakes," being the sources of and tributaries of the Mokelunine 
Kiver, consisting of the Blue Lakes, three in number; numerous small lakes in the same 
vicinity; the North Fork of the Mokelumne Biver; Bear River; Bubicon; Summit City 
Fork; the Middle Fork of the Mokelumne River; the South Fork of the Mokelumne River; 
Licking Fork ; Bear Creek ; Blue Creek, and their watersheds, and within the time, and 
on the terms and conditions hereinafter stated, to build and construct works therefK>ni, of 
the description, capacity, style and manner of construction hereinafter stated, suitable to 
conduct the waters thereof to the said City and County, in such quantity as may be required 
for the use of the inhabitants of said City and County, and to sell, convey and deliver to 
said City and County, the said works, ditches, canals, reservoirs, water pipes and other 
property to be constructed; together with all our right, title and interest, and of each of us;* 
all the right, title and interest of the Amador Canal and liining Company ; all the right, 
title and interest of Dora Clark ; all the right, title and interest of Hugh Murray; all the 
right, title and interest of Thos. W. Mitchell, in or to the said water sources, and each of 
them; and the water rights, franchises and privileges enjoyed by us or either of us; or by 
them, or either of them, pertaining thereto. 

Also, that certain ditch or canal, commencing at a point on the south side of the said 
North Fork of the Mokelumne River ,^ forty-one rods above the mouth of Blue Creek, afore- 
said, in Calaveras County, in said State; and extending westerly along the south side of 
said North Fork of the Mokelumne Biver to said Blue Creek, a distance of forty-one rods, 
more or less; and also that certain other ditch or canal known as "Clark's Ditch," or 
'* Clark's Canal," situated in said Calaveras County, taking the waters of said South Fork 
at the southern point of Blue Mountain, in said County, and extending in a westerly direc- 
tion to Bailroad Flat, Mosquito Gulch and Rich Gulch Flat, in said County, a distance of 
thirty miles, more or less. 

The works to be constructed by us, and so conveyed and delivered to said City and County 
as aforesaid, are as follows, to-wit: 
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First. A canal commencing on the south bank of the Main North Fork of the Mokelnmne 
River, forty-one rods above the mouth of Blue Creek, heretofore mentioned, in said Gal- 
averaa Ck>unty; thence on or near the line of the Scowden Survey, to the Calaveras Butte 
Valley Reservoir, in sections 33 and 34. Township 5 North, Range 11 East, in said County, a 
distance of fifty-one and three-fourths miles, more or less, of the following dimensions 
when finished and ready for use, to- wit: six feet wide on the bottom, seven feet deep, and 
nine feet six inches wide on the top, with a grade of six feet and four-tenths per mile, 
having a berm six feet wide on the outer or northerly side of the canal, and two feet wide 
on the inner or southerly side thereof ; except through tunnels and flumes, where the grade 
will be regulated to suit the circumstances of each particular case, maintaining the full 
capacity of the canal at other points. 

Where the canal is in rock excavation not requiring rock lining or walling, the walls shall 
be constructed with slopes most convenient for excavation. 

Where the character of the ground favors it, the canal will be made wider, and less in 
depth, than the form first given above — but, in all cases, will maintain a cross-section of 
forty-five feet below the water line of the canal ; which is placed at a distance of one foot 
below the top thereof. 

Where the canal passes through good firm rock excavation, the sides and bottom will be 
brought to a uniform surface, and grade, and of the dimensions required; where not in 
good firm rock, the sides and bottom will be paved and lined, with good stone, not less 
than six inches in thickness, carefully laid by hand, making good and substantial work. 

On side-hills, the canal will be constructed, partly in excavation and partly by building 
a double stone wall from a solid foundation below; and filling in for the outer wall. This 
plan will only be adopted where substantial and secure work can be made by it; and.with 
the approval of the City and County's Engineer. In all other cases, on side-hill work, the 
canal will be wholly in excavation ; and the banks made substantial and secure. 

The line of the canal and the material used for embankment, shall be thoroughly grub- 
bed, cleared, and freed from vegetable matter; and the natural surface, where embank- 
ments are built, will be picked, plowed, or cut in steps, to secure a bond between the em- 
bankment and the natural ground. 

All trees standing near the canal and likely to fall into or upon it will be removed; also 
all brush or other vegetable growth likely in any manner to injure the canal or foul its 
water. 

In crossing ravines, culv( rts of rough stone masonry, laid in cement mortar, will be con- 
structed of such size and capacity as may be required to carry off the maximum surface 
drainage without injuring the canal or mingling: ^ith its waters. 

Catch drains will be constructed at all points where necessary, and ot sufficient capacity 
to carry o£f the surface water on side-hills. 

At All road or stock crossings, substantial bridges will be constructed. 

In places found impracticable for canal construction, flumes of the best sugar pine lum- 
ber will be substituted for the canal ; the construction of which shall be of the most sub- 
stantial character and approved style, and of a capacity equal to the full capacity of the 
canal. 

Suitable waste- weirs will be constructed at all necessary and convenient points on the 
line of the canal, subject to the approval of the City and County's Engineer. 

Six tunnels will be excavated on the line of the canal, of the following lengths, to wit: 
one 1,600 feet; one 200 feet; one 1,000 feet and three of 100 feet each— all of the same carry- 
ing cai>acity when finished, as the maximum capacity of the canal. These tunnels, where 
the material is not sufficiently firm to stand securely without, will be lined with brick or 
stone masonry, laid in cement mortar ; and of such thickness as shall be designated by the 
City and County's Engineer. 

At points where the canal is exposed to stock or other encroachments, it will be fenced 
on both sides with a strong permanent post and board fence. 
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Id croMiog deep rarineB. where neoeeaery, wroochi iron pipe* will be nsed; and in nd 
eeaes the weight and airength of the iron, the aixe of the pipe, the »"**»«*^"' of iti eoa* 
atruction and the coating of it, and the mode of laying it, will be in aceocdanoe Witt tti 
apecificationa and directiona of the City and Ooonty'a Engineer. 

On comparatively level ground the canal will he made partlj bj excaration and piitlj 
by filling, ao arranged as to utilize all the material handled. 

Head-worka will be oonatructed in a anbatantial manner of eat atone maaonry, laid is 
cement mortar, and f amiahed with iron gates of an approved pattern, at the point of tbe 
diveraion of water on the North Fork of the Mokelumne Rirer, forty -one rods above the 
mouth of Blue Creek ; on tbe Middle Fork of the Mokelumne River, where the line of the 
canal croaaea tbe aame, at ita Junction with Bear Greek; and alao on tbe South Fork of the 
Mokelumne River, at ita Junction with the Licking Fork. All thia work will be executed 
in the beat atyle of workmanahip, and in a manner calculated to aeoore the greatest per* 
manency and the moat aecurity againat accident or Jiaaater. 

Second. A reaervolr will be oonatructed at the terminua of the canal, known aa thaCil- 
averaa Butte Valley Beaervoir. requiring 408.600 cubic yarda of embankment, with aboU- 
log or atorage capacity of 604,570,000 galluna The inner alopeaof tbe embankment of this 
reaervolr will be paved with good rock not leaa than twelve inches thick. An outlet taood 
will be excavated through aulid material and not through the embankment, lined vitk 
brirk or atone maaonry, laid in cement mortar, where neoeasary ; and prorided with a nit' 
able gate of an approved pattern to control the outflow of water. 

All thla work will be done In a thorough manner under the direction of the City aad 
County 'a Engineer. 

Third. A reaervolr will be oonatructed at Llvermore Valley, at an eleratlon of five boo- 
dred and forty feet above the City baae; requiring 436,000 cubic yarda of embankment aad 
884.800 yarda of paving; affording a atorage capacity of 16,000,000,000 gallons; with a nit* 
able outlet tunnel, removed from tbe embankment, in aolid material lined with brick or 
atoue maaonry, laid in cement mortar, where neceaaary, and provided with anltabla gaiee 
of an approved pattern, and a wrought Iron pipe, of requialte aise and strength, to connect 
with the main-pipe hereafter referred to. All thia work will be done in a thorough manner 
under the direction of the City and County's Engineer. 

Fourth. A wrought iron pipe will be conatructed and laid down from the Oalayeraa Botte 
Valley Reaervolr to the New City Hall in the City aud County of San Franciaoo, on a line 
conforming as nearly aa may be to the Bcowden Survey, except it shall pass by the oMMt 
practicable aud ahorteat route from Miles Station around the aonthem end of the Bay of 
San Franciaco. Thia iron pipe shall be forty Inchea in diameter in the clear, ftrom the 
Calaveraa Butte Valley Reaervolr to Llvermore Paas; and forty-two 18-100 inchea in diam- 
eter in tbe clear, from Llvermore Paaa to tbe New City Hall in the City and Oounty of San 
Franciaoo; shall be conatructed of iron of the thickneaa and atrength and in the manner, 
laid and completed with man-holea, air-valvea, gatea and blow-ofCa, subject to the teats, 
coated with anphaltum paint, covered with earth, croaa the San Joaquin Rirer and other 
streama, in conformity with the specificationa of the Engineer of your Board, now in tbe 
hands of the undersigned. 

It being understood that, at the expenae of the City and County of San Francisco and by 
its authority and direction, ita Engineer and other authorized agenta ahall survey, determine, 
locate, mark out and deliver to us, the line, route and aiteaof said canal, head-worka, reaer- 
voire and pipea, from the initial point on the North Fork of the Mokelumne River herein- 
before referred to, to the New City Hall in the City and County of San Francisco, all ready 
and complete for the conatruction of said canal, head-worka, reaervoirs and pipes, as soon 
after the execution of the ccntract for the construction and aale of these works to the Citj 
and County as the same may be required for the construction and completion of the aame. 
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The water ■6iirc6s, righto, privileget, franohlsM, property, ouiaU, rMerroirs, pipes and 
other works, hereinbefore specified snd described, constructed and complete as a water 
supply for the use of the inhabitanto of the Oity and Oounty of San Francisco, will be con- 
veyed, turned over, and delivered to the authorities of said City and County, on or before 
the first day of January, 1881. reserving to said Amador Canal and Mining Company, ito suc- 
cessors and assigns, the possession, free use of, and control, with the right to use, without 
any consideration or equivalent to be paid or received therefor, so much of the waters of 
the said North Fork of the Mokelumne River, at a point on said river where said Company's 
canal taps said stream, and of all waters flowing naturally to said point of diversion, as 
said company shall require in the prosecution of its business, until the said waters shall be 
required for the use of said City and County; and, to said W. V. Clark the use and control 
of the said Clark's Ditch or Clark's Canal, and water sufficient to fill the same (without 
charge) , until the same shall be required for the use of said City snd County, for the sum 
of fourteen millions dollars, psyable in the bonds of said City and County specified in the 
Act creating your commission, as follows, to-wlt: seven hundred thousand dollars on the 
ratification, by a vote of the people of said City and County at the election provided for in 
said Act, of the purchase and sale hereinbefore proposed, and the execution of a contract 
and bond by and on behalf of the undersigned, for the faithful performance and execution 
of all the terms and conditions hereinbefore stated, and to be stated in said contract; and 
the execution and delivery by us of a trust deed of all the interests hereinbefore mentioned 
in and to all the water sources, water rights, privileges, franchises, and property herein- 
before described, now existing (with the reservation to said Amador Canal and Mining 
Company, and to said W. V. Clark hereinbefore stated) , to such person or persons as said 
Conmiissioners shall designate, in trust for the said City and County, as additional security 
on our part for the due performance of the terms of said last mentioned contract, with full 
p»ower to such trustee or trustees, to convey, absolutely, to said City and County, all of said 
interests in said above mentioned existing property, whenever said City and County shall 
demand the same, free from all liens and from all claims, legal or equitable, we, or the 
parties mentioned herein, or either of us, or either of them, may have therein or thereto; 
reserving to said Amador Canal and Mining Company, and its successors and assigns, the 
possession, free use of, and control, with the right to use, without any consideration or 
equivalent to be paid or received therefor, so much of the waters of the said North Fork of 
the Mokelumne River, at a point on said river where said Company's canal taps said stream, 
and ot all waters flowing naturally to said point of diversion, ss said company shall require 
in the prosecution of its business; until the said waters shall be required for the use of 
said City and County; and to said W. V. Clark the use and control of said " Clark's Ditch," 
or *' Clark's Canal," and water sufficient to fill the same (without charge) , until the same 
shall be required for the use of said City and County ; and thereafter seventy-five per cent. 
of the proportionate value or price of completed work, or iron delivered on the line of the 
proposed pipe, at the end of each thirty days after the commencement of the work of con- 
struction, such proportionate value of completed work to be estimated and determined by 
said City and County's Engineer, on or before the tenth day of each month, of all work 
completed, and of iron delivered within the last preceding month. 

After the canal and head-works shall have been completed from the initial point on the 
North Fork of the Mokelumne River to the Calaveras Butte Valley Reservoir aforesaid, 
payment shall then be made on such completed work (including payments previously made 
thereon) of ninety per cent, of its proportionate value. 

When the canal and head-works aforesaid shall have been completed as aforesaid, and the 
pipe line from the Calaveras Butte Valley Reservoir to Livermore Pass shall have been 
completed, then ninety per cent, (including previous payments) of the proportionate value 
of said pipe line* shall be paid; and thereafter ninety per cent, of the proportionate value 
of all completed work or iron delivered on the line of the works shall be paid, on the 
monthly estimates hereinbefore specified. The remaining ten per cent, shall be paid on 
the completion, conveyance, delivery and acceptance of the entire works and property. 
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If the undenigned aball fall to perform the conditions of the terms of the contnetto 
be entered into in purHasnce of tbis proposition (if tccepted by your Board and ratified it 
said election by a vote of the people of the City and Connty of Ban Frandsco) then, aad 
in that case, the said City and County shall have the right to demand of and receive fron 
the undersigned a conveyance and delivery of possession of all tlie rights, franchiio, 
privileges, property, ditches, canals, reservoirs, canal and pipe in course of constmction, 
and materials on hand fur tbat purpose, hereinbefore proposed to be conveyed; and the 
said trustee or trustees hereiubefore mentioned, shall Immediately conrey by deed ibio- 
lute to said City and County, all the rights and property he or they sball then hold in tnit 
for said City and County by virtue of the trust deed hereinbefore mentioned, without 
further compensatitm than may have been paid prior to such default on our pari. 

8ince the undersigned were furnished with si>eciflcations for the canal by your EoginMr, 
It has been determined that a line commencing at the head of the Amador Canal and Mioiof 
Company's canal, on the north bank of the said North Fork of the Mokelamne Binr; 
thence following the line of the said Anudor Canal and Mining Ciompany's Ganal west«lj. 
seventeen and one.half miles; thence by iron pipe, natural channel and canal, so atbcrtj 
acroM the Mokelumne River to station 1774 of the Scowden Survey, hereinbefore ntvni 
to; thence following the line of the Bcowden Survey to the Calaveras Butte Valley Bcter 
V(iir, will shorten the canal line by fourteen miles. 

Should you determine to adopt the canal line laat mentioned, in place of the Uneopoi 
which the foregoing offer is bared, we propose to construct the canal on that line in all 
respects as hereinbefore descnbtHl for the constmction of the canal on the first line named, 
varying only as the circumstances of the new line may require ; and to reduce the price 
hereiubefore named, three hundred thousand dollars; or, should a route for canal be fotnd 
commencing on the south bank of the said North Fork of the Mokelumne River, oppodti 
the head of the said Amador Canal and Mining Company's Canal, which shall not be longer 
or moreexpeuHive in construction than that on the north side of said river, above described, 
we will construct the csnal on that line, and make the reduction above stated. 

Should you determine that the Livermore Reservoir is not a necessity to this propowd 
system of water supply, and maybe omitted in the constructitm, a further reduction of 
two hundred thousand dollars will be made in the price above named; in addition to 
which Wfl will construct a reservoir at Livermore Pass, section 20, T. 2 B., B. 8 £., Honst 
Dinblo Meridian, according to the specifications of your Engineer for the construction of i 
reservoir at that place, now in our hands. 

This reservoir will be constructed, in the event named, without additional cost. 

It is believed that on a resurvey a shorter pipe line than tbat sihtablished by the Scowdeo 
Survey will be found. Should that expectation be realised, and the cost of construction be 
thereby lessened, we agree to make a corresponding reduction in the price stated in thli 
offer. 
All of which is refipictfully submitted. 

A. HAYWARD, 
A. H. BOSS, 
W. V. CLARK, 
By A. C. Adaics, his Attorney. 
Dated July 23, 1877. 
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PROPOSAL OF THE MOUNT GREGORY WATER AND MINING 

COMPANY. 



To tke Honarc^le A. J. Bbtakt, D. J Mubpht akd Gko. F. Maynaad, 

Board of Water Commistionert: 

OxNTLXMBN— A few montbs Biuce I had the honor of presentiug for your conBideration, 
the propofiition of the Mount Gregory Water and Mining Company, for the sale to the City 
and County of San Francisco, of the right to the waters of the Rubicon Biver, or the South 
Fork of the Middle Fork of the American, claimed by the company, which proposition is 
now renewed. The scheme herein proi>o8ed is one of the grandest and most important, as 
well as the simplest for the supply of the City of San Francisco, as well as the cities «n> 
route, that can be brought to your notice. No one's rights are infringed by it; no water is 
taken that is used, appropriated, or required by man or country f^m its source to its 
mouth, which cannot be said of any other proposition, excepting the pumping ones ; but 
tills appropriation will be a benefit and a blessing to all along its line, from the summit to 
theses. 

The water of the Peninsula will be needed by the cities, villages, suburban residences, 
manufactories, farms, dairies, and gardens along its slopes. The water of Clear L^ke is 
required on the plains of Yolo. The diversion of the water of the Mokelumne and the 
Blue Lakes, would, as a prominent mining man of the region said, be the death blow to 
placer mining in Calaveras County; and similar damage follows the appropriation of other 
mountain streams. In this particular, the Rubicon, is a marked exception. The sources 
of the stream are among the snow-covered peaks, granite hills and precipitous canyons of 
the Sierra, now uninhabited and without prospect of occupation except by the tourist and 
the sportsman. In such a condition the stream continues, until it passes the snow line and 
the point where it is proposed to divert it for the City's use. Such being the character of 
the country, there is great probability that a concession by Congress may be obtained 
affirming the franchise, withdrawing the land from sale, and devoting it to the purpose of 
the watershed, and with its many sparkling lakes and grand scenery, its pleasant fishing 
and spirited game, consecrating it as a grand mountain park, a great desideratum of our 
pleasure and health-seeking citizens. This region embraces an area of about 400 square 
miles, occupying that slope of the high Sierra directly west of Lake Bigler, and containing 
a large number of small mountain lakes of the most lovely and picturesque description. 
The Rubicon is a large and rapid mountain torrent, the largest of the Sierra f^m Eem 
River to Feather River, flowing in August last a volume of 300,000,000 gallons, daily, near 
the point whence it is proposed to divert it, always pure, soft and cold, the most perfect 
for any or every purpose that could be desired for human use. All know the absolute 
purity of the water from the snowy mountains, and any certificate from a chemist would 
be like painting the lily or adding a new color to the rainbow, as the analysis by the palate 
and stomach is far more satisfactory, indisputable and valuable, and can be had without 
money and without Price. 

Perpetual snow is found in many localities, and frosts prevail nearly every night of the 
year, thus keeping the water cold and pure. This freshness, if retained by being brought 
in well-protected pipes or covered canal, or without exposure in storage reservoirs, would 
be of unspeakable advantage and comfort, particularly to the great masses of our people 
who cannot at all times have filters and ice at their convenience. Its softness, too, would 
add to the pleasure of the bath, and greatly to the economy of the laundry, while it would 
also enter into many manufactures now forbidden, without it. 

But it is unnecessary to explain to thinking minds the great necessity of an abundance 
of pure water in large cities, nor to show how it adds to the luxuries, the comfort and 
health, as well as to the general economy of life and business ; nor to expatiate upon the 
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future greitnew of San Francisco. Suffice it to say, here, with the region about the Bay, 
will be one of the most populous, refined, wealthy and luxurious cities of the earth, and 
the calculations for the future should take this view in considering questions pertaining to 
it. A broad and comprehensiye view will include the surrounding region when the City, 
one in reality and interest— if not in municipal incorporation— shall occupy both shores of 
this capacious harbor ; and in that idea is our plan elaborated. 

PBOPoernoii. 

The Mount Gregory Water and Mining Company propose only the sale of their water 
right, understanding such acquisition to be the object of this commission, and this inquiry 
the elucidation of the plan. The sum asked for the water right is $260,000, in payments as 
authorized by statute. The said right was acquired by locations ipade in October, 1871, and 
April, 1872, under and in conformity with the laws of the United States, the State of Cali- 
fornia, and in accordance with the customs of the country. These locations were duly 
recorded in the Recorder's Office of El Dorado County, being the first on record of any claim 
to the waters of the main Rubicon ; and this title the Mount Oregory Water ahd Mining 
Company will defend against any claimant but the United States Oovemment. The com- 
pany earnestly beg a kind consideration of their plan, irrespective of title, and a thorough 
investigation of title afterwards, which they firmly believe is perfect and invulnerable. 

This scheme of supply contemplates taking the '^ater from the river near Vfhexe it 
crosses the 12th Township, meridian, east of Mount Diablo, where the elevation of the 
stream is about 2,500 feet above the level of the sea, falling at the rate of about 100 feet per 
mile, the water being pure and uncontaminated by mining or any cause. From this point 
the company formerly proposed to lead the water by a continuous iron pipe to San Fran- 
cisco, a distance of 150 or 155 miles. The route would be down the south side of the osnon 
of the Middle and North Forks of the American, to any convenient place of crossing the 
North Fork; thence in a straight line to the Sacramento River, near Sacramento City; 
thence following the California Pacific Railroad to the most feasible point for crossing the 
Straits of Carquinez; thence following the railroad by Oakland to such point as shall be 
selected to crosft the Bay to San Francisco. This plan has contemplated the crossing of 
the Straits of Carquinez and the Bay by submerged pipe. They would propose a canal, 
flowing into a 60-inch pipe for a short distance from the head, until a pressure of 300 feet 
would be obtained; the same from the first reservoir in El Dorado County, the remain ng 
pipe being iA inches in diameter. Such pipe, under such pressure, would carry 50,000,000 
gallons. Three reservoirs are proposed— one in £1 Dorado County, at an elevation of 1,200 
or 1,500 feet above the sea; one near Vallejo, if practicable, and one in the Contra CkMsta 
Hills. The pipe would be provided with waste gates, air valves, air escapes, etc., at all 
proper places. 

COST. 

The cost may be estimated as follows: Taking such iron as was used in the cni^eatest 
depression of the aqueduct supplying Virginia City, which bears a pressure of 1,750 feet, 
and is of No. iron weighing 13 poimds per square foot, the present price being at the rate 
of 5 cents per pound ; a pix>e 44 inches in diameter contains 46 square feet in each 4 feet of 
length; longitudinal straps over seams, and bands over joints, 4 inches wide of same iron, 
make 52.27 feet to each length of 4 feet; cost of each mile of pipe, $44,892 for iron, $1,320 
for rivets, $3,000 for trench, $10,560 for making, $1,320 for coating with asphaltum, or a total 
of $61,Cf42 per mile, or $9,156,300 for pipe. To this is added $20,000 head-works, $600,000 
for three reservoirs, $3,000 for crossing the American, $7,000 crossing the Sacramento, 
$100,000 crossing Straits of Carquinez, $600,000 crossing the Bay of San Francisco, $100,600 
freight, $150,000 gates, air-valves, air.escapes, etc., $250,000 water right, $564,305 (five per 
cent.) for engineering, contingencies, etc , making a total of $11,972,940, and this can be 
reduced one million dollars by constructing a canal from the point of diversion of the ' 
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-water to the first rwervolr In El Dorado Oountj, which would place the total coBt at 
$10,972,940 or $11,000,000 In round numbers. This does not include the street pipes nor reser- 
voirs in the Gitj, but the City having many favorable locations in its various parks for 
reservoirs, we may estimate that $2,000,090 will provide the complete system. Neither is 
an estimate made for tunneling the Bay, as there is no sufficient knowledge of the forma- 
tion of the bed on which to find a basis. It will be simply a question of water. If indu- 
rated mud, or rock without a large fiow of water through it, the work would be compara- 
tively light, and $500,000 per mile would probably cover the cost, tunneling, arching, etc. 
Not taking the tunnel into consideration, this work would be accomplished in two and a 
half years, or probably less. There is no difficult work in any part of the route, no dangers 
from land or snow slides as the line of works is below the snow, no deep canons nor 
mountain ranges to cross, and all parts are of easy access. From the crossing of the North 
Fork of the American River, near Folsom, the route proposed is a direct line to Vallejo 
over a generally level plain, following from the crossing of the Sacramento the line of the 
California Pacific Bailroad. No more favorable route could be found. 

OOMOLUSION. 

The predominating advantages of this proposition are the following: 

Ist. It is the largest body of water nearer than Lake Tahoe. 

2d. The stream will furnish a sufficient supply for this City at the driest season with- 
out any reservoir, and can be increased indefinitely by a system of reservoirs very cheaply 
constructed, there being some thirty small lakes in the region of the source. 
3d. The title that can be conveyed is perfect and undisputed. 

4th. A large extent of fertile soil near the line of pipes, now unproductive, can be irri- 
gated and made very productive. 

6th. Sacramento, numerous stations on the California Pacific Railroad, Fairfield, Beniela, 
Vallejo, Mare Island Navy Yard, Oakland, Alameda and other places are directly on the 
route or at small distances from the direct air line from where the pii>e would leave the 
foot hills of the Sierra, ani are to be supplied. 

6th. A drought, such as occasionally occurs in the Coast range and valleys of California 
is never known in the high snowy mountains that form- the sources of the Rubicon. 
7th. The route is feasible, direct and short. These statements cannot be controverted. 

JOHN DAGGETT, President. 
MYRON ANGEL, Secretary. 
Mount Gregory Water and Mining Co., 

Office, 24 Merchants' Exchange, 

San Francisco. 



THE SAN JOAQUIN AND SAN FEANCISCO WATER WORKS 

COMPANY. 

PROPOSITION No. 1. 

To the Honorable Vie Board of Water Commisnonersfor the City and County of San Francisco: 

The San Joaquin and San Francisco Water Works Company, a corporation duly organized, 
incorporated, and now existing under and by virtue of the laws of the State of California, 
begs leave to submit to your Hon. Board the following proposition relative to the con- 
struction and sale to the City and County of San Francisco of waterworks, having an avail- 
able capacity for the delivery of fifty-five millions of gallons daily, and forming the basis 
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and very oonaidenble portion of flnlthed work of a syBtem In which this deliTwy may 1m 
made one hundred milllous of gallons dally at a minimam afdditional cost. Thepropori* 
Hon ambracea atructurea whereby tbe great volume of the San Joaquin Rlrer, after it akill 
have been fed by the waters of the Stanislaus, the Tnolnmna, the Merced and the Upper 
San Joaquin, may be tapped and brought In such quantity aa required, directly to the poiat 
of greatest demand and use, namely: the most densely inhabited portion of the City of 8a 
Francisco. This water is derived directly, and except during the immediate prevalence of 
the rainy aaason, solely from the snow fields of one of the most elersted portions of tbt 
high Sierras. Upon the merging of the above named rivers into and with the channel nd 
body of the main San Joaquin, it is carried on to the Junction with tbe Sacramento and the 
wattTS of Suiaun Day. Before reaching tbe aalt waters of said points of junction, by foae 
sixty miles, the river spreada into an extenaive basin with three main channels or arm, 
wbi(*h rejoining at a point at least twenty miles above where the water begins to be black- 
ish, combines such length, breadth and depth as to provide not only great capacity as a nt- 
tllug reservoir if needful, but also a top tidal priam of between 8,000 and 4,000 milttoai 
of gallona of unexceptional ly good, pure, potable water, available for use and oonataotly 
fed by the inflowing river. The statement of the sources precludes the neceaaity for dii- 
cushion as to the quality of the proposed supply. Pursuing, however, the coarse adopted 
with all of the others of thia group of mountain waters proposed as a city water sapfdj, 
the accompanying report and analysis (see page 88) of Prof. Price of samples of the water 
taken by himself st the place of appropriation on the west side of tbe basin herein mco- 
tioned, is submitted. 

This analyais, with comparisons made and ahown with the waters of other dtiaa, as alio 
with the waters of Spring Valley and Clear Lake, contains its own argument. 

Under the authority of the laws of the State of California and of the United States, the 
company haa taken all needful steps in securing control of water rights snd the right of 
diversion of this San Joaquin water, at what is tbe most suitable locality at which this per* 
tion of the river can be tapped by the works of appropriation. 

For thia appropriation and final use the company now propose to prorlde a double set of 
pumping works, connected by proper conduits, iu which there shall be: First, a Low 8a* 
vice receiving and pumping station in the vicinity of Marsh's Landing, in Contra Cofti 
County, connected with the point of appropriation on the one side by a closed conduit of 
one hundred millions of gallons daily capacity, and on the other side with the City of San 
Francisco by an iron conduit about flfty-aeven milea long, through which the water to be 
consumed shall be, by proper machinery, forced directly into the City of Sau Francisco, and 
delivered thereinto a low level receiving reservoir; and Second, a San Francisco Service of 
pumping works, which shall take the water thus received, and lifting it to such leveU ai 
shall meet the wants of the city, produce thereby such heads over all portiona of the city'i 
very irregular surface as shall secure as near aa may be uniform an inexpensive dlstribo* 
tion. 

The specific structures of this system of works, which the company will construct for 
the consideration to be named hereafter, may be briefly enumerated as follows: 

riB8T. OF THE LOW SSBVICS PXBMAMXNT WORKS. 

(a.) Head-wobks at the place of appropriation of water, designed and constructed to 
pass and to control a volume of one hundred millions of gallons of water daily, into the 
conduit connected therewith ; a conduit of ten and one-half feet internal diameter, so coo* 
structed that no water, except through the head-works, shall flow into or through it, and of 
a daily capacity of one hundred millions of gallons, and of a length of twelve miles, more 
or less, connecting said head-works with a pair of Receiving Wells, located in vicinity (rf 
Marsh's Landing, and built in the best manner, of hard brick laid in hydraulic cement, 
and comprising all needful connections, gates, coverings and appliances requisite to make 
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them effective In sustaining a constant water supply to the pumps, to tbe ultimate daily 
extent of one hundred millions of gallons. 

(&.) In the vicinity of Marsh's Landing sufficient grounds acquired and fenced to meet 
all demands for buildings and structures which, under the plan here proposed, will be re- 
quisite for an ultimate supply of one hundred millions of gallons daily; Engine and Boiler 
Houses of brick, designed to accommodate sufficient of the "Worthington Duplex" pumping 
machinery to produce a flow, when required, of fifty-five millions of gallons, daily, into 
the City of San Francisco; pumping machinery, and boilers and appliances, all in place 
ready for action, and of capacity sufficient for the demand, at time of completion of works, 
of, say twenty millions of gallons, daily. 

PxTMP Weli^s connected by first-class brick channels or culverts, with the receiving wells, 
noted hereinbefore. 

Ships Whabt, connected by iron track, with coal sheds and coal yard in immediate prox- 
imity to boiler rooms; wooden tenement buildings of capacity and design suitable for 
engineers, firemen and helpers, required to operate the machinery adopted in this plin of 
works, up to a delivery of fifty -five millions of gallons daily. 

(c.) Prom this low service pumping station an iron conduit fifty-seven miles in length, 
more or less, of six and one-half feet internal diameter, constructed in such manner and 
of such metal, as to carry fifty-five millions of gallons of water, daily, without being 
strained under its maximum work beyond 12,600 pounds per square inch of metal section ; 
together with all stop gates, air-valves, sediment chambers an^ cocks, and other necessary 
appliances, to its effective working from end to end. Also, with a right of way sufficient 
to accommodate another conduit when required, and fenced through all private lands, or 
wherever it may be proper to provide such protection of the grounds. 

The line of this conduit to be ftom the low service pump station ; thence back of Antioch, 
New York and Pittsburg, to the low lands bordering Suisun Bay, and thence to and in front 
of the town of Martinez, around the bluff line of Carquinez Straits and San Pablo Bay, 
usually inside of the railroad line, and through tunnels or galleries to be provided, to San 
Pablo : thence through Oakland, to the mouth of and through the tunnel under the Bay of 
San Francisco to the receiving station within that City. 

(d.) A wrought iron Tumnel Tdbe, of about five miles in length, of ten and one-half feet 
internal diameter, and laid beneath the bottom of the Bay of San Francisco, from shore to 
shore, and at such depth, that the top of the tube shall nowhere have less than ten feet of 
material over it. This timnel, with its contained water pipe, will safely provide a passage 
across the Bay for one hundred millions of gallons of water, daily, when required, and 
delivered to the Oakland end of the tunnel conduit. All appliances that belong to said 
tunnel and water pipe within, including an endless wire rope, properly hung on pulleys, 
and with which, by means of engines and drums on the San Francisco side, communication 
through the tunnel, from end to end, is established and maintained, and with which, also, 
by means of an iron railway laid on top of the water pipe, and trucks or cars to run there- 
on, gangs of workmen may be passed to and fro, in necessary works of inspection and 
maintenance; together with the brick tunnel ends or shafts upon the main shores, and 
through which communication is effected from the ground surface with the tunnel interior. 

SECOND. OF THE SAN FBANGISCO STATION AND WOBKS. 

(a.) Beoeivino RESBBvont, built in the best requisite manner, of concrete bottom, and 
sides of pressed brick, laid in hydraulic cement. Within this receiving reservoir the height 
of the inlet delivery to be about eight feet above mean low tide. 

(6.) Engine and* boiler houses and appliances, fire-proof, of hard brick, and of such 
dimensions and design as shall best accommodate "Worthington Duplex" pumping ma- 
chinery to the extent required for a distribution of fifty-five millions of gallons of water 
daily; together with sufficient "Worthington Duplex" pumping machinery, with boilers 

14 
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and all connecttonB ready for use, for the delivery of twenty millions of gallons of water 
daUy, being the amount preemned to safely cover the city's demand at the time of the com- 
pletion of these works; also with pump wells, and culyerts and channels oonnectinc same 
with the aforementioned receiving reserroir. 

(e.) The entire series of buildings and reservoir to be sarronnded by a brick wall of 
proper height, containing necessary iron gates. 

(d.) From the coal and boiler houses a wire rope railway to connect with the wharf 
where coal is to be landed, together with sufficient cars to meet the immediate demand 
in handling fuel from ship's side to the boilers. 

This wharf to be provided by the city, and during the period of construction of said 
works to be devoted to the use of the company in the furtherance of said construction. 

(e.) A telegraph line from San Francisco station through the tunnel to Oakland, and 
thence to low service pump station, and thence to head works en the San Joaquin Biver, 
together with all necessary instruments and batteries for the immediate operation of said 
line. 

No attempt is made in this document to set forth the details of the works thus enumer- 
ated ; but for the more i>erfect elucidation of our proposition and method and manner of 
its execution, we refer you to the accompanying papers, marked A and B, prepared by Ck)l. 
'Wax. B. Hyde, Civil Engineer, which also embrace a vast amount of information upon 
"water supply." 

This company will construct the works therein described ss hereinbefore enumerated, 
and will turn them over to the city, together with water rights, lands and constrndion 
plant necessary for estimated future extensions, for the sum of $11,500,000 of the bonds of 
the City and County of San Francisco. 

As prescribed in the law under which these proceedings for the acquisition of water 
works are conducted, said bonds shall be of denomination of $1,000 each, and payable in SO 
years from date of issue, with coupons for interest at the rate of six per cent, per annum, 
payable semi-annually, both principal and interest payable in U. S. gold coin at the office 
of the Treasurer of said City and County, subject to the restrictions, limitations and con- 
ditions which are imposed by said law, the mode, manner and rate of payment of said 
bonds to be based upon the following terms: 

After the agreement upon and adoption of the specifications to govern the construction 
of the works as herein proposed, and confirmation by the election Of the qualified voters 
of the City and County of San Francisco as provided by law, the engineer of the Board of 
Commissioners, together with this company's engineer, shall mutually agree upon the num- 
ber and limiting features of certain subdivisions into which the work as proposed to be 
built by this company shall be divided. Together, with such others as said engineers shall 
agree upon, these subdivisions shall inclhde as such: 

1. The head works, conduit, and all appliances therewith. 

2. The works, buildings, machinery, receiving wells, and all connections and appli- 
ances of the Low Service pumping station. 

3. The main iron conduit and appliances from Low Service pump station to the Oakland 
end of tunnel, under the Bay. 

4. The tunnel under the Bay from and between and including its terminal brick shafts 
and ground connections, together with its interior structures as specified. 

6. The entire series of constructions belonging to the San Francisco station. 

6. Bight ot way and all necessary real estate for the works. 

Then the said engineers shall decide upon and adopt the proportion in value which each 
of said subdivisions decided upon shall bear to the total amount to be paid this company 
by the City and County aforesaid for all of the works hereinbefore enumersted. Such 
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snbdlvialoni, with their relative valae as thru Moertained, to form the hMie upon which 
progreesive payments shall be made. 

As the work advances, and from month to month, the city's engineer, together with the 
company's engineer as aforesaid, shall agree and decide what proportion the amount of 
labor and material famished by the company in such progress bears to the yalue found 
and fixed for buch subdivision, or any or all of them in which work has been done and pro- 
gress made and material furnished; and thereupon the engineer for the city shall issue to 
the company a certificate or certificates, if the work done and material furnished and to be 
paid for has been advanced in more than one subdivision simultaneously, bearing date the 
first of the month following that in which work was done and material furnished, and for 
which the certificate is issued, said certificates stating the facts found as aforesaid. Upon 
the presentation of the said certificate or certificates by the company or its assigns to the 
Auditor of the City and Oounty, said Auditor shall audit the same. Thereupon the Mayor 
of- the City and Ck)unty, subject in all respects to the restrictions, limitations and condi- 
tions of the law, shall deliver to the holder of said certificate or certificates, the city bonds, 
by said law to be provided for sucK purpose, to the extent of eighty per cent., as near as 
may be done with $1,000 bonds, of the amount certified to. Upon the completion of the en- 
tire works, and ui)on certificate of the city's engineer thereto, and upon the execution and 
delivery to the city of such deeds of conveyance as shall be needful as complete evidence 
of the city's acquired ownership of said works, then in like manner the liayor shall deliver 
to said Company or assigns the full number of the bonds withheld and necessary to com- 
plete the price and total amount agreed upon between said city and Company. 

Immediately upon the delivery of bonds by the Mayor upon certificates as hereinbefore 
provided, to the extent of said eighty per cent., the said City and Oounty shall have for the 
amounts of said bonds thus delivered a first lien upon the property which is in process of 
construction, as a security for the fulfillment of the contract by the Company, but not to 
interfere in any manner with the use of the same by the Company during their work of 
fulfillment of the contract with the city. 

The Company will complete said works as agreed upon and deliver the water from the 
head works on the San Joaquin River into the receiving basin in San Francisco, within 
thirty months from and after the date of the official declaration that the vote of the people 
has indorsed and authorized the contract; provided, the said City and County shall have 
I>erformed the matters and things in the contract on its part to have been done and per- 
formed. 

The attention of your Honorable Board is asked to the fact that all of the permanent 
works hereinbefore proposed, with the exception of portions of machinery necessary to 
complete this supply, are to have an immediate capacity for the delivery of 66,000,000 of 
gallons daily ; such additions of machinery being the sole subsequent expense to produce 
that delivery; and further, that the works will require hereafter but the addition of a sin- 
gle line of conduit from the low service pump station to the Oakland end of the tunnel, 
together with requisite machinery, to be capable of a delivery of 100,000,000 of gallons of 
water daily into San Francisco. 

This proposition includes no estimate or proffer for works and mains of distribution 
within the city. It will be evident to your Honorable Board that this department of water 
works, being common to all propositions, is not of necessity a factor in arriving at the rel- 
ative cost of various projects; and again, unless the city adopt and announce some stand- 
ard to govern the plan and construction of such works, it will be difficult to secure per- 
fectly Just comparative results in the final annual cost of different schemes of water supply, 
it being obvious that the cost of distribution works, if based upon the character and capa- 
city of the pipage and connections now laid within the city, will be much less than if the 
corresponding works of Boston, Chicago or St. Louis should be taken as models. 

When the city adopts its standard and plans, this company will, if permitted, make a 
bid thereon, or, at the request of your Honorable Board, this company will prepare and 
submit plans and estimates for such works as would be specially adaptable to the system of 
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water sapplj herein proposed. In the memntlme, and to seoore « knowledge of the pro1ii> 
ble cost of thin branch of works, the attention of yonr Honorable Bo«rd may be directed to 
the e»>timatee made by the city's former engineer, Mr. T. R. Soowden. in which, for tiie 
distribution works of the proposed "Calaveras" supply, the estimate sobmitted wis $2,617^ 
339. (Vide p. 38, appendix Municipal Reps.) 

The Act authorizing your Commission, and under which jon are Acting, requins jom 
examination of the water supply that you may adopt; we therefore invite your Honoible 
Body to an examination of the water supply which we propose to f nmieh, and shall tab 
pleasure in providing the means of conveyance, on being advised of your wishes in relttioi 
thereto. Our proposition will be changed or modified to meet yonr views', if not ioTolTiii 
the essential features of It. 

Ban Francisco, Feb. 21, 1877. 

For the San Joaquin and San Francisco Water Works Company. 

(Signed) H. D. BACON. President. 



THE SAN JOAQUIN AND SAN FRANCISCO WATER WORKS 

COMPANY. 

PROPOSITION No. 2. 

lb th€ Honorable the Board of Waier Commitaionen 

for the City and County of Sam FraneUeo: 

The San Joaquin and San Francisco Water Works Company, a corporation duly orgU' 
iced, Incorporated, and now existing under and by virtue df the laws of the State of CaU> 
fornia, begs leave to submit to your Honorable Board the following supplemental propoci* 
tit>n, relative to the construction and sale to the City and County of Ban Francisco of water 
works having an available capacity for the delivery of 40,000,000 of gallons daily, aad 
forming the basts and very cooHiderable portion of finished work of a system In which thia 
delivery may be made 80.000,000 or 120,000,000 of gallons daily, at a minimum additional 
cost. 

This propoftitlon, In common with the first proposition of this Company, embracessM^ 
tures whereby the great volume of the San Joaquin River may be tapped and brought 1b 
such quantity as required to the City and County of San Francisco. Referring to said flnt 
proposition for such descriptive memoranda, relating to said water supply, as may be im- 
portant, including a careful analysis of the waters by Prof. Thos. Price, this oompiny 
now RtHtes that, under the authority of the laws of the State of Oallfomla and of tlM 
United Statef*, the company has taken all needful steps in securing control of water rigfati. 
and the right of diversion of this San Joaquin water, at what Is the most suitable localiiT 
at which the river can be tapped by the works of appropriation. 

Fur thiH appropriation and final use the company now propose to provide a double set of 
pumpioK works, connected by proper conduits, and in which there shall be: Fint—kltfli 
service receiving and pumping station In the Ticlnity of Marsh's Landing, In Contra Ooah 
County, connected with the point of appropriation on the one side by a closed conduit of 
100,000,000 gallons dally capacity, and on the other side with the City of San Frandscoby 
am iron conduit one hundred and twenty-two miles long, more or lees, through which tb« 
water to be consumed shall be, by proper pumping machinery, forced or pushed direetlj 
into the receiying renervoir at the San Francisco end of such conduit; amd. Second— Ji San 
Francisco service of pumping works, which shall take the water thus receiyed, and lifting 
It to such levels as shall meet the wants of the city, produce thereby such heads over all 
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portions of the city's very irregnlar surface m shall secure, m near as may be, uniform 
and inexpensive distribation. 

The specific structures of this system of works, which the company will construct for 
the consideration to be named hereafter, may be briefly enumerated as followd: 

rmST. OF THX LOW SKBVIOK PKBMAMSNT WOBKS. 

(a.) Head works at the place of appropriation of water, designed and constructed to 
pass and control a volume of 100,000.000 of gallons of water daily into the cooduit con- 
nected therewith.* A coodult of ten and a half feet internal diameter, so coostructed that 
no water, except through the head works, shall flow into or through it, and of a daily 
capacity of 100,000,000 of gallons, and of a length of twelve miles, more or less, and con- 
necting said head works with a pair of receiving wells located in the vicinity of Marsh's 
Landing, and built in the best manner, of hard brick laid in hydraulic cement, and com- 
prising all needful connections, gates, coverings and appliances requisite to make them 
effective in sustaining a constant water supply to the pumps, to the ultimate daily extent 
of 100,000.000 of gallons. 

(b.) In the vicinity of Marsh's Landing sufficient grounds acquired and fenced to meet 
all demands for buildings and structures which, under the plan here proposed, will be re- 
quisite for an ultimate supply of 100,000,000 gallons daily. Engine and boiler houses, of 
brick, designed to accommodate sufficient of the " Worthington Duplex " pumping ma- 
chinery to produce a flow when required of 40,000,000 of gallons daily into the City of San 
Francisco. Pumping machinery, boilers and appliances, all in place, ready for action, and 
of capacity sufficient for a supply of 20,000,000 of gallons daily. Pump wells, connected 
by first class brick channels or culverts, with the receiving wells noted hereinbefore. Ship's 
wharf, connected by iron track with coal sheds and coal yard, in immediate proximity to 
boiler rooms. Wooden tenement buildings, of capacity and design suitable for engineers, 
firemen and helpers, required to operate the machinery adopted in this plan of works up 
to a delivery of 40,000,000 gallons daily. 

(c.) From this low service pumping station an iron conduit one hundred and twenty- 
two miles in length, more or less, of six and one-half feet internal diameter, constructed 
in such manner and 9f such metal as to carry 40,000,000 of gallons of water daily, without 
being strained under its maximum work beyond 12,500 lbs. per square inch of metal sec 
tion. Together with all stop-gates, air valves, sediment chambers and blow-off cocks or 
^ates, and other necessary appliances to its effective working from end to end. Also, with 
« right of way sufficient to accommodate another conduit when required, and fenced at all 
points where it may be proper and necessary to provide such protection. 

The line of this conduit to be from the low service pump station; thence back of Anti- 
och, New York and Pittsburgh to the borders of Suisun Bay; thence to and in front of the 
-town of Martinets, around the bluff line of Carquinez Straits and San Pablo Bay, usually 
inside of the railroad line, and through tunnels or galleries, to be provided, to San Pablo 
Valley; thencu through Oakland and Alameda, or around back of those cities, following 
the line of hard ground along the swamp land bordering the Bay to Alviso ; thence along 
the shore-line of the opposite side of the Bay, past the towns of Bavenswood, Menlo Park 
and others, to a point on the south side of Sierra Point and into the receiving reser- 
voir, there to be located. For the six mil^ requisite to carry the line through or past the 
cities of Oakland or Alameda, the line to be laid from the first with two pipes of iron heavy 
enough to make a safe structure beneath whatever streets or roadways it may be necessary 
to pass; and providing, so far as the passage of said cities is concerned, water-way for a 
Howage of 80,000,000 gallons daily, without any additional expense to the City and County 
of San Francisco. 

SBOOND. <ff THB SAN TBANOISOO STATION AND WOBKS. 

(a) Bboeivino Resebvoib of sufficient size to maintain a steady supply to the San Fran- 
cisco main pumps, and built in the most substantial manner. Within this receiving reser- 
voir the height of the inlet delivery to be about 28 feet above mean low tide. 
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(ft) Ekgihx ahd Bon^XB houses akd applxahcka, fire-proof, of hard brick, and of such 
dimensiooB and design as shall best accommodate " Worthinpton Dnplez" pumping 
machinery, to the extent required for a distribation of 40,000.000 of gallons of water, 
daily ; together with sufficient " Worthington Dnplez " pumping machinery, with boilers, 
and all connections ready for use, for the delivery of 20.000,000 of gallons of water daily, 
being the amount presumed to safely corer the city demand at the time of the comple- 
tion of these works; also, with Pump Wells, conduits and channels, connecting the same 
with the afore-mentioned receiving res e rvoir. 

(c) Ck>AL Whasf, extending to such depth of water that barges ean unload with facility at 
all stages of the tide ; and from the coal and boiler-rooms a railway, to be operated by trav- 
eling wire rope, or oth?r economical mechanical appliance, to extend out ui>on said wharf 
for the purpose of handling fuel from ship to furnace, with minimum cost to the city. 

(d) TxLXOBAPH Lm from San Francisco station as directly as i>08sible to the low-service 
pump station, and thence to the head-works on the San Joaquin Biver, together with all 
necessary instruments and batteries for the immediate operation of said line. 

Such details as it is possible to determine at this stage of negotiations, whrae not dis- 
cussed and shown in the papers already submitted with Proposition No. 1, will be found in 
the memoranda accompanying this proposition. 

This Ck>mpany will construct the works as herein enumerated, and as more fully set forth 
in papers and memoranda herein mentioned, and will turn them over to the city, together 
with water-rights, lands and construction plant necessary for future extensions, for the sum 
of $13,000,000, in the bonds of the City and County of San Francisco. As prescribed in the 
law under which these proceedings for the acquisition of water-works are conducted, said 
bonds shall be of denominations of $1,000 each, and payable in thirty years from date of 
issue, with coupons for interest at the rate of six per cent, per annum, payable semi-annu- 
ally, both principal and interest payable in U. S. gold coin, at the office of the Treasorer of 
said City and County. 

Subject to the restrictions, limitations and conditions which are imposed by said law, the 
mode, manner and rate of paynient of said bonds to be based upon the following terms: 
After the agreement upon and adoption of the specifications to govern the construction of 
the works, as herein proposed, and confirmation by the election of the qualified voters of 
the City and County of San Francisco, as provided by law, the engineer of the Board of 
Commissioners, together with this Company's engineer, shall mutually agree iii>on the 
number and limiting features of certain sub-divisions into which the works, as proposed to 
be built by this Company, shall be divided. 

Together with such others as said engineers shall agree upon, these sub-divisions shall 
include as such: 

1st. The head-works, conduit and all appliances therewith. 

2d. The works, buildings, machinery, receiving wells and all connections and appliances- 
of the low-service pumping station. 

3d. The main iron conduit and appliances from the low-service pump station at Marsh's^ 
Landing or vicinity, to San Pablo valley. 

4th. Ditto from San Pablo valley through Oakland ahd Alameda to Alviso. 

5th. Ditto from Alviso to the receiving reservoir. 

6th. The entire series of constructions belonging to the main San Francisco stations. 

7th. Bight of way, and all necessary real estate for the entire works as projrased. 

Then the said engineers shall decide upon and adopt the pn^rtion in value which each 
of said Bub-divisions decided upon shall bear to the total amount to be paid this Company 
by the City and County aforesaid, for all of the works hereinbefore enumerated. Such 
sub-division, with their relative value as thus ascertained, to form the basis upon which 
progressive payments shall be made. As the work advances, and from month to month,. 
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the City's engineer, together ^th the Company's engineer, as aforesaid, shall agree and 
decide what pro];>ortion the amount of labor and material furnished by the Company in 
such progress bears to the value found and fixed for such sub-division or any or all of them 
in which work has been done, progress made and material furnished ; and thereupon the 
engineer for the City shall issue to the Company a certificate, or certificates, if the work 
done and material furnished and to be paid for has been advanced in more than one sub- 
division simultaneously, bearing date the first of the month following that in which the 
work w«8 done and material furnished, and for which the certificate is issued, said certifi- 
cate or certificates stating the facts found as aforesaid. Upon the presentation of the said 
certificate or certificates by the Company or its assigns to the Auditor of the City and County, 
said Auditor shall audit the same. Thereupon the Mayor of the City and County, subject 
in all respects to the restrictions, limitations and conditions of the law, shall deliver to 
the holder of said certificates or certificate, the city bonds by said law to be provided for 
such purpose to the extent of 80 per cent., as near as may be done with $1,000 bonds, of the 
amount certified to. Upon the completion of the entire works and upon certificate of the 
city's engineer thereto, and upon the execution and delivery to the city of such deeds of 
conveyance as shall be needful as complete evidence of the city's acquired ownership of 
said works, then in like manner the Mayor shall deliver to said company or assigns the 
full number of the said bonds withheld and necessary to complete the price and total 
amount agreed upon between said City and County and this company. 

Immediately upon the delivery of bonds by the Mayor upon certificates as hereinbefore 
provided to the extent of said 80 per cent., the said City and County shall have for the 
amounts of said bonds thus delivered a first lien upon the property which is in process of 
construction, as a security for the fulfillment of the contract by the said Company, but 
not to interfere in any manner with the use of the same by the company during their work 
of fulfillment of the contract with the city. 

The Company will complete said works as agreed upon and deliver the water from the 
head works on the San Joaquin Biver into the receiving basin at the San Francisco works, 
within three and a half years from and after the date of the official declaration that the 
vote of the people has endorsed and authorized the contract, provided the said City and 
County shall have performed the matters and things in the contract on its part to have been 
done and performed. 

The attention of your Honorable Board is asked to the fact that all of the permanent 
works herein proposed, with the exception of portions of machinery, are to have an imme- 
diate capacity for the delivery or carriage of 40,000,000 of gallons daily, additions of ma- 
chinery being the sole subsequent expense to produce that delivery; and further, that the 
works will require hereafter but the addition of a single line of pipe from the low service 
pump station to the San Francisco Btation, minus the six miles of said double line already 
laid through Oakland and Alameda, together with the requisite machinery, to be capable 
of a delivery of 80,000,000 of gallons of water daily into San Francisco. 

For reasons stated in proposition No. 1, this proposition also includes no estimate or 
proffer for works, mains and reservoirs of distribution, although as before based upon the 
estimate heretofore made upon that subject by the city's former engineer, Mr. T. B. Scow- 
den, an approximate estimate for distribution has been shown and carried forward in the 
papers accompanying these two propositions, in order to arrive at the final showing of the 
cost per 1,000 gallons with fully completed works. 

Should the Board deem it expedient and necessary that said works shall be completed 
within three years from date of affirmative vote, this company, for $ 
more than the price of $ heretofore given, will contract to so complete said works 

within said three years. 

San Francisco, May 2, 1877. 

For the San Joaquin and San Francisco Water Works Company. 

(Signed) H. D. BACON, President. 
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PROPOSAL OF SAN FRANCISCO AND SAN JOAQUIN WATER WOBKS 

COMPANY. 

OrnoB OF THK Sam Fbangisoo Ain> San Joaquin Watkb OoMPAirT, ) 

8«n Francisco, July 7, 1877. ) 

The Honorable tke Water Commis$ioner$ : 

Gkntlemsn— The company above named, which in these presents I have the honor to 
represent, submitted to yoa on a recent occasion a proposition, throuRh Mr. W. 8. Watson> 
to build a system of water works for supplying the city with water from the San Joaquin 
River. Myself and associates now beg to notify you that we withdraw that propoeition and 
submit the following: 

We offer to build all the necessary works and supply the machinery to pump from the 
river above mentioned 25 millions gallons water per diem and deliver the same into a reser- 
voir situated in San Francisco at any elevation that yon may require, from 60 feet upwards 
to 4fM) feet above the datum recognizerl as base in San Francisco. 

We offer to build these works and give them up to the city in complete working order 
within two years after signing the terms of our agreement, for and in consideration of the 
sum of $10,866,000 of City Bonds, bearing interest at 6 per cent, per annum, and having SO 
years to run. Payments to be made monthly, at the rate of 76 per cent, of the value of the 
work as it progresses, and on the completion and acceptance of the whole work, the balance, 
of the contract price to be paid. 

We have the honor to submit to you the following description of the works we intend to 
carry out: 

HEADWOBKS. 



The headworks shall be located on the San Joaquin River in the vicinity of Mohr's Land- 
ing, where there is no vegetable growth nor any other matter to interfere with the parity 
of the water. The position of this place is far above where the tules grow. The current is 
marked for miles above, so that there can be no question as to the purity of the water, for 
when in motion it purifies itself. 

Specimens of the water of the San Joaquin River, taken from a locality far below this 
place, have been already presented to you by Mr. Bacon, together with the results of an 
analysis, which proves it to be of the best quality for domestic purposes. Farther evi- 
dences in curroboration of this fact can be furnished, if required. 

These headworks shall consist of an " inlet tower" and a " conduit" and " pump wells," 
of sufficient capacity to furnish 100 million gallons per diem to the pumping machinery. 
There shall also be a " settling tank," divided into two compartments, each capable of 
containing 60 million gallons. This is provided with a view of allowing the water time to 
deposit any sediment it may contain before reaching the pumps. 

The water proposed to be furnished is live running water. It will be made to pass 
through a filter bed situated at the tanks and reservoirs. The water is allowed to settle 
twice before reaching the city. 

The pumping machinery shall consist of two "Worthington Duplex" or **Oomlsh" 
pumps, and engines capable of lifting 12^ million gallons each per day; either of these 
engines to be supplied according to the desire of your Engineer. 

The water will be lifted to an elevation of 735 feet above the San Joaquin River, through 
a conduit of 54 inches diameter and nine miles in length. 

It will be of variable thicknesses, according to the height, averaging 42-100 Inches. This 
thickness has been computed so as to render the pipe capable of resisting four times the 
strain to which it will be subjected. 

There are no gates on this line of conduit, and as there will be no shocks caused by the 
closing of gates, this thickness places the strength beyond question, and insures the stabil- 
ity of the pipe as long as iron can last. 
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■BTTLnrO BESKBVOIB. 

At an elevation of 700 feet abore the datum recognized as base in San Francisco, the water 
shall be delivered into a reservoir capable of containing 1,000 million gallons. This lesw- 
voir will be formed by bailding an embankment or "dam" 70 feet high across a canon snit- 
abiy situated at the required elevation. The dam will be 30 feet wide on top and slope at 
the rate of four feet horizontal to one foot vertical; these proportions insure stability and 
may be considered an answer to all questions on such a subject. 

If it should seem more desirable to you, we offer to deliver the water into this reservoir 
by two lifts — ^the first lift to terminate at an intermediate reservoir conveniently situated at 
an elevation of about 400 feet; the second lift will be over the summit into the " Settling 
Beservoir." 

SBOOlfD OOMDUrr. 

From the Settling Reservoir a conduit of BH inches diameter will be laid to the city by 
way of livermore, Pieasanton, Sufiol, Niles, Alviso, Mayfield and San Bruno, and will de- 
liver the water into a reservoir at any elevation you require up to 460 feet above city base. 
This pipe, as in the former case, will be of variable thicknesses, averaging 3-10 of one inch. 
Its strength is computed at four times the strain to which its position will render it liable 
to be subjected, and, as In the former case, it will not be subjected to the water ** ram " 
arising from the closing of a gate; this thickness insures its safety as long as iron can last 
in any x>osition. 

The reservoir in the city shall have a capacity of 261,438,000 gallons and shall be fur- 
nished with such water gates and other appurtenances as your Engineer may deem neces- 
sary. 



BEAL BSTATX AND BIGHT OF WAT. 

All the land required for pumping stations, reservoirs and right of way, shall be deeded 
to the city free of charge, together with such fencing and houses for employes as may be 
deemed necessary by your Engineer. 

COST or PUMPING. 

As this item must necessarily enter largely into the cost of supply, we have caused exten- 
sive inquiry to be made into this subject, and have the most implicit confidence in the re- 
sults obtained. 

We proi>ose to use the coal from Mt. Diablo mines, which can be furnished at the pump- 
ing works at a cost of $6 per ton of 2,240 pounds. We find on investigation that the caloric 
power of Mt. Diablo coal is such as to require a consumption of three pounds for every 
horse-power per hour. 

To lift 26 million gallons to our Settling Reservoir requires 3,349 33-100 horse-power; 

hence we find — ^^ =$538.28 the cost of engine power per day. The salaries of 

engineers and assistants, with the cost of oil, etc., will amount to $30, thus making a total 
expenditure of $668.28 per day, or $207,422 ^per annum. Add 10 per cent, for wear and con- 
tingencies, and the total cost per annum will be $228,164. 

To satisfy you that this estimate for pumping is ample, we place in the hands of your 
Engineer certificates to that effect from parties of the highest professional standing on 
this coast. 

If you entertain any doubt respecting the sufficiency of our estimate of the cost of pump- 
ing, we propose to do the pumping for five or ten years for this sum, increased by 10 per 
cent, as profit, viz: $250,980 ; and we shall furnish security for its due fulfillment. 

It can be seen that the plan of works here submitted has been so designed as to render 
them entirely beyond the range of accident. Their simplicity is manifest. The entire line 
is only 84 miles long, consisting of pipe line, reservoir, and dam, and these have been de- 
signed with a view to such stability as will insure their safety for all time. 
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The water we propose to fumiah does not deiwnd on the caprice of the ■eaaona fur tie* 
pleniHhmeot. It is taken from the largest supply in the State. The supply ia practiciUy 
inexhaastlble. 

We shall funilsh an extra pumping engine, a telegraph line, and sacb minor details m 
jour Engineer may require. 

Bespectfully submitted. 

WM. OOBOORAN, 
For the 8. F. and 8. J. W. W. Go. 

SUPPLEMENTAL PROPOSAL. 

We have proposed and we do prt)pose to deliTer to the city a complete eysl em of water 
works, sa already described, for the sum of $10,866,000 of the bonds of the city, bearing in- 
torust at 6 per cent, per annum, and having 30 years to run. 

We now further propose that for and in consideration of the sam of 20 cents per thoo* 
sand gallons for a period of thirty years next ensuing, we shall construct the works afore- 
said and other additional works sa the growth of the city may require additional supply, u 
far sa SO million gallons per day. We shall do all the pumping, we shall pay the intereit 
on the bonds as it may become due and create a sinking fund for their redemption at ins> 
turity; and at the expiration of the thirty years aforesaid, we ahall gire up to the city t 
system of water works capable of delivering SO million gallons per day, without cost or 
charge, and in complete working order. And we ahall furnish all the security that may be 
required for the due fulfillment of our contract. 

The advantage of this proposition to the city is apparent from the fact that the cos- 
sumerH are at the present time paying to the Spring Valley Water Oomi>anj the sum of 1i 
cents to $1 per 1,000 gallons. 

Kespectrully submitted. 

WM. OOROORAN, 
For the 8. F. and 8. J. W. W. Go. 

OITT SBRVIGK. 

We propose to furnish and lay down a city aervice of 100 miles of pipes, consisting of 10 
per cent, of 80-inch pipes, 10 per cent, of QO-inch pipes, SO per cent, of 12 and 8-inch pipes, 
and 30 per cent, of 6 and 4-inch pipes, for the sum of $2,600,000. Should you require a 
greater or less amount of city service than that of 100 miles, we propose to furnish the n- 
quired quantity in this proportion, and for a proportionate sum of money. 

Respectfully submitted. 

WM. OOROORAN, 
For the B. F. and 8. J. W. W. Co. 



PROPOSITION OP THE SPRING VALLEY WATER WORKS TO THE 

WATEll COMMISSIONERS. 

Hon. a. J. Bbtamt, 

Mayor and Chairman of Public Water Works Committion: 

Dbab Sib— In reply to yours of the 29th nit., asking me to communicate in writing to 
your CommiSHion the terms on which the Spring Valley Water Works will sell and convej 
to the City and County of San Francisco all of its water, water rights, water works, reser- 
voirs, pipM, and improvemento, aources of supply, land and appurtenances, on the penis- 
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sala of San Francisco, and including the Calaveraa property, situated in Alameda and Santa 
Clara counties, I have to say: 

Oar company has no desire to sell its property. It owns and controls the only practical 
system of works and water supply capable of being developed with the growth of the city, 
even though it should attain a population exceeding five millions. It is reluctant to aban- 
don its well-founded expectations of large prospective profits, to flow from small expendi- 
tures, comparatively speaking, in the future. Up to the present time it has received very 
small returns— not five per cent, per annum on the outlay made for supplying water for 
three hundred thousand inhabitants. It can now extend its works so as to furnish an 
abundant supply to a population of seven hundred thousand for less than one-quarter of 
the expense already incurred. 

The existing works are constructed in a most thorough and substantial manner, and are 
capable of furnishing an average of twenty million gallons daily; while the extensions con> 
templated by the company, to be completed by the summer of 1881, will supply the city 
with fifty million gallons daily — enough for seven hundred thousand people — at an expense 
not exceeding four million dollars. Taking the water from a source which will yield an 
average daily supply of nearly two hundred million gallons of ■ water, as good as, if not 
better, than that furnished any city in the United States, and from which one hundred 
million gallons daily can be brought into the city, in addition to said fifty millions, when 
required, at a cost not exceeding five million dollars. In short, the Spring Valley Water 
Works can be put in condition to supply one hundred and fifty million gallons daily by an 
additional outlay of less than ten million dollars, having still in reserve fifty million gal- 
lons daily, which can be utilized at a cost of three million dollars. Whenever the above 
two hundred millions daily have been utilized and more water is required, which may take 
place fifty or sixty years hence, our system of works will then have a storage qapacity of 
77,000 million gallons ; they will have been extended sixty miles towards the Sierra Nevada 
Mountains, and will form the only practical means by which the waters of the Sierras can 
be supplied to the City of San Francisco. 

With all these advantages, you can well understand that the company would reluctantly 
part with its property at any price; yet its proprietors would not feel willing to see the 
city saddled with the results that would surely follow the adoption by it of any of the 
schemes proposed hitherto; such as, for instance, a debt amounting to fully one-third of 
all its taxable valuM, and involving, as such an expenditure undoubtedly would, a compe- 
tition with our company. 

Most of our stockholders are citizens and property-owners, and materially interested in 
all that affects the property of the city. They know, to some extent, what their property 
would necessarily suffer from the inevitable taxation which would follow the adoption by 
the city of any of the plans suggested, none of which has or can succeed in gaining the 
confidence and support of capital. 

But the time seems to have arrived when the qu^tion is to be submitted to the popular 
vote whether the City of San Francisco shall or shall not own its own water works and 
water supply. We occupy a position of divided interest. Being owners of the Spring 
Valley Water Works, we are also the owners of other valuable interests in the city, and we 
do not want any act of ours to inaugurate a conflict between the city and our company. 
We have the greatest confidence in the future of the Spring Valley Water Works. The pub- 
lie are of the same mind, as evidenced by the price of our stock. This confidence is not 
based upon the small dividends we pay, but upon the great i respective dividends sure to 
flow from the very small comparative outlay we have to make to amply supply all the fu- 
ture requirements of water by the city. We have been collecting statistics about the cost of 
water supply for the city since the organization of the company in 1858. We have contin- 
uously employed talented engineers who have made the subject of supplying San Francisco 
with water in the future a special study. We are therefore able to hand you our estimates 
of the cost of various schemes of water supply now before you for consideration. 
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I refer to the report of oar Chief Engineer, H. SchoMler, Indoeed herewith, '* <m then* 
rioiii projects for supplying San Francisco with water," in which he states that to bring 

From Clear Lake 60 million gallons daily would cost $31,909,618 

100 •• •• •• •• 67,932,5S8 

•• LakeTahoeSO •• •• •• " 46,670484 

100 •• •• " •• 84,096,449 

•• BlueLakesSO •' " " •• 41,960,000 

100 " " •• •• 78,897.680 

" Ban Joaquin River SO million gallons daily would cost 00,000.000 

•* •• •• 116 •• •• •• *• 80.000,000 



If, then, the time has now really come when the city must own its own water works and 
water supply, this company will consent to sell and convey to it the property ref er red to in 
your letter, and consisting of the following: 

WOaXS AMD BXAL XSTATK OF TBB SPRDrO VALLST WATBB WOBX8. 

1. Point Lobos Works, consisting of— 

(a) Lobos Creek, yielding two and a quarter million gallons per day. 

(b) Timber dam across creek, about 900 feet from high water mark. Ft. in latf/lk. 

(c) Bedwood flume. 22 ft. x 19 in. in clear 13,016 

(d) Tunnel through rocky bluff at Fort Point 800 

(«) Cement pipe. 26 inches in clear 8.589 

(/) Tunnel through Black Point 2 ft. 6 in. x 4 ft. 6. in. clear of brick work, 2.800 

Total length of aqueduct 33,705 ft. 

ig) Black Point Pumping Works, consisting of— 
TWO condensing engines, of 200 horse>power each; four pumps, double-acting, made to 
run one revolution to the eugine, 4 37*100ths. 

Size of engine, 40-inch bore, 4 feet stroke; 
" pumps, two 14-inch bore, 7 feet stroke ; 

Capacity of pimips, 76 gallons to each revolution of the engine. 

There are four boilers, 62 inches diameter, 15 feet long, 67 8-inch tubes; steam drams, 3 
feet diameter, 4 feet high j evaporative power, 10 36-100 lbs. of water for every pound of 
coal. 

Smoke-stack is built square and of brick ; is 116 feet high ; its inside area ia larger at the 
top than at the bottom— the top being 7 }i feet square inside, and the bottom 6 feet. 

The engines are so arranged that but one is used at a time, and run by two boilers. In 
fact, everything is in duplicate, so that in caie of any accident the pumps will not have to 
be stopped. 

Engine house, substantial one story and basement brick building, inclosing engines, 
pumps and boilers. 

Suction and screen tank at outlet of Black Point tunnel. 

Blacksmith shop, with complete set of tools. 

Frame dwelling-house for fireman. 

Substantial wharf for landing coal in front of engine house. 

Four cast-iron force-pipes from pumps to Russian Hill reservoirs; two 13-inch pipes, 1,010 
feet long each, leading to the lower Russian Hill reservoir; and two extra heavy 10-inch 
pipes, 1,856 feet long each, to the upper Russian Hill reservoir. 

2. PillarcitoB Works, consisting of— 

(a) Pillarcitos reservoir, containing 1,080 million gallons. Area of surface, 116 acres; 
height of dam, 96 feet above bed of valley; depth of foundation, 46 feet below bed of ral- 
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ley; length on top, 640 feet; width on top, 96 feet; dry slope, 2H tol; water slope, aver- 
age 2^ to 1, lined with heayy stohe. 

Dam built in substantial manner of clay put on in thin layers and firmly rolled. 

The dam is protected against freshets by two waste weirs: one a tunnel through a rocky 
spur east of the dam— the tunnel being lined with mason work— two hundred and ten feet 
long, and mounted at inlet end with brick gate-house, containing three heavy cast-iron 
gates with brass facings, 4 f t. z 6 ft. in clear. Discharging capacity of waste weir, 650 mill- 
ion gallons per twenty-four hours. The other waste weir is built of heavy timber, at east 
end of dam, and can discharge 160 million gallons per day. 

The dam which originally formed the upper Plllarcitos reservoir is now submerged by 
the water from the lower. It is built of clay, 36 feet in height, 20 feet wide on top, both 
slopes 2 to 1, and has a wall of sheet piling through its entire length, and a 12-inch cast 
iron pipe with gate, as an outlet. 

The Plllarcitos main reservoir has as its outlet a gate-house built of stone and brick ma- 
sonry, containing four cast iron gates with brass facings— this gate-house forming the inlet 
end of the Plllarcitos aqueduct leading to San Francisco. 

(b) Feeder to Plllarcitos Lake. 

A redwood flume, 42 in. z 16 in. in the clear, and two miles In length, constructed (new) 
in 1876, of best Humboldt black-heart redwood. It conveys the water from the western 
slope of the lower Plllarcitos Valley into the reservoir. 

This watershed, with the direct shed of the reservoir, contains six square miles of area. 

(c) Buildings at Plllarcitos: one one-and-a-half story frame building, hard finished — 
Superintendent's dwelling; two large laborers' boarding houses ; one stable, and blacksmith 
shop; and dwelling for man attending to fences and lands. 

(d) Plllarcitos aqueduct, commencing at gate-house — mentioned Sub. (a) , 

Tunnel No. 1, bricked, 3 ft. 6 in. z 4 ft. 6 in 1,650 feet long. 

Flume across San Mateo Valley 280 

Tunnel No. 2, bricked, 3 ft. 6 in. x 4 ft. 6 in., to San Andreas Valley. 3,420 

Flume, 6 ft. X 24 in. 3,000 

Main wrought iron 30-inch pipe 66,600 " 

Flume, 40 in. z 16 in 6,300 •• 

30-inch pipe across Ocean House Road 860 

Lake Honda tunnel, 3 ft. X 4 ft. 4 in 2,820 
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Making total length of Plllarcitos aqueduct 83,820 feet. 

Consisting of 67,450 feet of 30-inch wrought iron pipe, 7,790 feet of tunnels, and 8,680 feet 
of flume. 

The pipe is made of the best kind of wrought iron, thoroughly coated with asphaltum, 
and mounted with blow-ofGB, air-cocks, and self-acting vacuum valves, and is now in good 
condition and excellent working order. 

3. San Andres Works consist of— 

(a) San Andres reservoir, having an available capacity of 6,690 million gallons, which 
can be, if necessary, brought to 7,000 million gallons by raising the water 20 inches above 
the ordinary high water mark. 

This reservoir is formed by a dam across San Andres Valley, 93 feet In height above the 
bed of the valley ; its foundation being cut to bed-rock 47 feet below the bed of the valley. 

The dry slope is 3 to 1, and the water slope 3}i to 1, and lined with substantial dry stone. 

The length of the dam on top is 64 feet ; width on top, 25 feet. It is built in the most 
substantial manner, of clay, spread on in thin layers, thoroughly rolled, rammed and 
watered. 

The surface of the lake has an area of 625 acres at high water mark. The direct water- 
shed of the reservoir is a little in ezcess of four square miles. 

The reservoir is guarded against freshets by a substantial brick tunnel waste weir 520 feet 
In length, mounted at inlet with a gate-house and four large cast-iron gates, with brass 
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facings, 3 feet 9 incheB x 6 feet each. Its disohargiug oapftclty is 600,000,000 gallons per 
day. 

{b) The Locke's Creek aquedact is a feeder to this lake, taking the water from Locke's 
and Apanollo creeks, and of the lower PJllarcitos Creek; at each place a substantial stone 
dam being built across the creek bed. 

The entire aqueduct consists of — 

Flume 12 in. x 14 in. (feeder from Apanolio Creek) 10,000 feet. 

Flume 16 in. X 32 in. (feeder from Locke's Creek) 16,150 " 

Flume 18 in. z 32 in. (to Locke's Creek Tunnel) 26,500 " 

Flume 32 in. x 60 in. (from Pillarcltos Stone Dam to San Andreas. . .31,015 " 

Totalflume * 82,666feet. 

Wrought-iron pipe, 22 in 11,902 feet. 

Wrought-ironpipe, 37)< in 3,718 " 

Totalpipe 15,620 " 

Locke's Creek Tunnel, lined with brickwork, 3 ft. 6 in. z 4 ft. 6 in. in clear 3,200 " 

Total length of Locke's Creek aqueduct 101,486 fe^. 

Its capacity is 26,000,000 gallons per day. 

(c) Another feeder, bringing the water from Pillarcitos and San Mateo creeks, and con- 
necting with the end of the 72-inch x 24-inch Pillarcitos aqueduct, consists of 40-inch flume 
and 22-inch wrought-iron pipe 7,190 feet long, having a daily capacity of 18,000,000 gallons. 

(d) A third feeder is a 22-inch wrought-iron pipe 1,810 feet in length, connecting with 
the Pillarcitos 30-inch wrought-iron pipe, and discharging into San Andres reservoir, hav- 
ing a daily capacity of 26,000,000 gallons. 

(e) Buildings at San Andreas: One hard-finished one and one-half story dwelling for Su- 
perintendent, one stable, two boarding-houses, one blacksmith shop. 

(/) San Andreas aqueduct, commencing at the gate shaft, about 3,000 feet north of the 
dam: 

38-inch heavy wrought-iron pipe 100 feet. 

Brick tunnel, 3 ft. 8 in. X 5 ft., to shaft 285 " 

Brick gate shaft, 85 ft. deep and 26 ft in diameter, in clear 26 

Brick tunnel, 3 ft. 6 in. x 4 ft. 6 in • 2,820 

Wrought-iron 30.inch pipe to San Francisco 63.999 

Wrought-iron 22-inch pipe to College Hill reservoir 2,850 * * 

Total length 70,080 " 

4. The Crystal Springs Works consist of— 

(a) A reservoir called the Upper Crystal Springs reservoir, covering, at 78 feet depth of 
water, a surface of about 815 acres. 

The dam being at present carried to a height of 60 feet above the bed of the valley, has 
its foundation cut to 98 feet below said bed. Its present capacity is 3,829,674,000 gallons 

It will be finished during the coming summer to a height of 83 feet, and containing, with 
a depth of water of 76 feet, 9,426,400,000 gallons. 

Its crest will have a width of 30 feet and a length of 560 feet when finished. 

The dry slope is 3 to 1 and the water slope 33$ to 1, and lined with a heavy dry stone 
. pitching. 

The outlet of the reservoir consists of a mason- work tunnel, 780 feet in length, through 
the bluff on the east end of the dam, having a vertical brick inlet chimney 15 feet in height 
at its inlet, and a ^s^-inch wrought-iron pipe 52 inches in diameter, built in the mason-work 
in the upper 420 feet to the Center Gate Shaft, which goes to the surface. Is 85 feet deep 
and lined with masonry, where the pipe can be shut off by a heavy cast-iron brass-faced 42- 
inch water-gate. From here a pipe 355 feet in length and 42 inches in diameter leads 
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through the balance of the tunnel, leaving a apace between the outside of the pipe and the 
mason-work for a man to pass in and out of the tunnel. 

(b) This pipe will be continued twenty miles in length to San Francisco, where the wa- 
ter will arrive at an elevation of about 176 feet, and supply the entire lower portion of the 
city. 

The watershed draining directly into this lake contains fifteen square miles. The dam 
is at present guarded against freshets by a substantial timber waste weir, having a heavy 
brick>work foundation for its crest, and capable of carrying 2,000 million gallons in twenty - 
four hours. * 

(c) Buildings at Upper Crystal Springs dam consist in laborers* boarding and sleeping 
house, substantial stable for one hundred and forty horses* and a blacksmith shop with a 
complete set of tools. 

5. The San Francisco Reservoir and Pipe system consists of— 

(a) Seven reservoirs, of the following elevations, sizes, and capacities: 











Capaoitt, 


' 




Depth. 


Elevation 


Gallons. 


Chabaoteb or Wobx. 


Lake Honda Beservoir 


29 feet. 


377 


feet 


32,918,000 


Heavy masonry and wall through 
center. 


Upper Bussian Hill Beservoir 


22 •• 


306 


<« 

• 


3,724,000 


Clay embankment lined with 
brick work. Brick partition 
through center. 


Clay Street Hill Beservoir. . . 


9 " 


376 


« 


141.000 


B"dwood. 


Lower Bussian Hill Beservoir 


U " 


139 


<< 


6,712,000 


Clay embankment lined with 
brick work. Brick partition 
through center. 


College Hill Beservoir 


18 " 


252 


« 


16,006,000 


Clay embankment lined with 
heavy stone pitching. 


Market Street Beservoir 


15 " 


196 


<< 


2,260,000 


Heavy masonry, partition wall 
through center. 


Brannan Street Beservoir. . .. 


8 •« 


85 


« 


400,000 


Heavy masonry. 


Total capacity 


61,161,000 















(&) Pipe system in City of San Francisco. The Lake Honda Main Conduit conisists of— 

(1) 2,572 feet of 30-inch pipe from screen tank at the main tunnel to outlet of lower 
tunnel, where it is joined by a 16-inch cast iron pipe from the bottom of the lake through 
the lower tunnel, and continues 22 inches in diameter to the city, being 3,744 feet of heavy 
wrought-iron pipe and 8,903 feet of extra heavy 22-inch cast-iron pipe to the junction of 
Haight street and Fillmore, where it branches into one 16-inch and 12-inch pipe, having 
previously branched at Devlsadero street into a 12-inch pipe. 

(2) The College Hill distributing main pipe connects with the main San Andres pipes 
at the junction of Courtland avenue and Mission road; thence along the Mission road to 
Valencia and Market, to Sansome, as follows: 

2,500 feet of 22-inch wrought-iron pipe to a point 1,044 feet south of the south line of 
Twenty-fifth street; thence along Valencia 798 feet of 22-inch cast-iron pipe, to where it 
branches into one 20-inch cast-iron pipe, which, after running 208 feet, reduces to 16 inches 
along the west side of Valencia, the other branch being 22-inch cast-iron for 48 feet; thence 
along east side of Valencia, heavy wrought iron pipe 9,097 feet, to Market and Potter; 
thence heavy cast-iron 22-inch pipe 8,009 feet along south side of Market to Sansome, hav- 
ing branches at every street. 

Inclusive of the above named Lake Honda and College Hill Mains, the pipe system, as 
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Iftld and connected in the streets of the City of San Franelaoo, oon«lsto of the foUovlai 
lengths of pipes, of various sizes: 

3,S72 feet 30-inch heavy wrought. 
15,341 feet 22-inch heavy wrought. 
17,896 feet 22.in( h ca«t— or 33,237 feet 22.inch in all. 

20-mdk. l^indi. li-imek. IQ-indk. 

1,202 feet. 23.604 feet. 61.511 feet. 11.293 feet. 

8-tncA. d-inck. i-indi. 8-tiuA. 

154,083 feet. 263,784 feet. 240,842 feet. 88.159 feet— together with the pipe onbial 

The folluwlDg is a list of the real estate and water rights in Ban Frandaoo, Marin, Sn 
Mateo, Alameda and Santa Clara Counties belonging to the Spring Valley Water Worki: 

I. That certain tract, piece, or parcel of land situate, lying, and being in tha City nd 
County of San Francisco, in the State of California, commonly known as and called the 
" Francisco street or Lower Russian Hill Reservoir property," con«iating of flf ty-vara loti 
numbered one thousand one hundred and sixty (1,160), ona thouaand one hundred ud 
sixty-one (1,161), one thousand three hundred and forty-six (1,340), one thonsand throe 
hundred and forty-seven (1,347), one thousand four hundred and thirtjr.flTe (1,436), one 
thousand four hundred and thirty-six (1,436), forming and constitaiing the block bonoded 
by Francisco, Hyde, Bay, and Larkin streets, in said city; also, flfty-vara lota numbered 
one thousand two hundred and fifty-two (1,252), one thousand three hundred and tartj'tm 
(1,345), and ooe thousand four hundred and thirty-four (1,434), constituting and forminf 
the northerly half of the block bounded by Chestnut, Hyde, Franoiaco, and Larkin streeli, 
in said city. 

II. That certain tract or parcel of land, situate, lying and being in aaid City and Ooonty 
of Han Francisco, commonly known and called the '* Lombard street or Upper RnaiiB 
Hill lU'servoir property," consisting of the six fifty- vara lots numbered reapectively lera 
hundred and seventy-six (776), seven hundred aud seventy-seven (777), aeren hundred ind 
seventy-eight (778), seven bandrod and aeveuty-nine (779), seren hundred and eighty 
(7V0), and neveu buudre<l and eighty-<mu (781), and forming the block bounded by Oreeo* 
wich, Hyde, Lombard and Larkin streets, in said city. 

III. That certain piece or parcel of property situate, lying, and being in the said Citj 
aud County of Han Francisco, comm<mly known as and called the *' Black Point Pumpinf 
Works," cousistiug of fifty- vara lot number three (3), in block number thirty>seven (37), 
and fifty- vara lot number four (4) , in block number thirty-eight (38) , in the Western Addi- 
tion to the said City of San Francisco, according to the official map thereof, together with 
all the machiuery connected therewith and the wharf in front thereof. 

IV. Flf ty-vara lot No. 6, in block 28. Western Addition. 

804, •• 293, of the city. 
" lots No8. 2. 3, and 4, in block 29. of the city. 

V. Block 66 entire, in New Potrero, bounded by Sixteenth street, Santa Clara street, 
Potrero avenue, and Jersey street. 

VI. Office property on California street, 22 feet 3 inches by 187t feet, with office building 
No. 616 California street. 

VII. The property commonly known as the " Clay street Hill Reservoir," consisting of 
fifty- vara lot number eight hundred and twenty -eight (828), in said City and County of 
San FranciHCO. 
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Ym. That cortsin piece or pnrcel of property situate, lying, and being in the City and 
Oonnty of San Francisco, commonly known as and called the " Market Street ReMrvoir 
Property," described ait follows, towit: Ck>mmenciiig at the south-east comer of Church 
and Kate streets; thence along southerly line of Kate street esMterly 004 feet 6 inches; 
thence at right angles southerly 351 feet to the northerly line of Market street; thence 
along this line in a south-westerly direction 372 feet 5 inches to a street (name unknown) ; 
thence along the north line of this street south 86" 30 west 143 feet; thence north 52'' SC 
'west 175 feet; thence north 52^ west 100 feet; thence north 45* 30* west 45 feet; thence north 
36"^ west 38 feet; thence north 23" 30' west 59 feet; thence north 10' 15' west 8 fett to the 
easterly line of Church street; thence north 5° 45' west 205 feet to the place of beginning, 
containing 7 4-10 acres, more or less. 

IX. Also lot on south-east comer of Kate and Buchanan, 26 feet on Kate street by 100 
feet on Buchanan. 

X. That certain other piece or parcel of property, situate in said City an^ County of 
San Francisco, commonly known as and called " the College Hill Reseryoir Property," con- 
sisting of a tract of land five hundred and thirty-four (534) by six hundred and forty (640) 
feet, situate at the north-west comer of West avenue and Park streets. 

XI. That certain other tract or parcel of land situate in said City and County of San 
Francisco, commonly known as and called " the Lake Honda Reservoir Property," consist- 
ing of about sixty-three acres of land, and described as follows: Commencing at coraer- 
IKMBt number 24, which stands at the Junction of courses 24 and 25 of the San Miguel Ranch 
survey, as surveyed by the United States Surveyor-General : running thence north 55° 30 
east seven (7) chains and twenty (20) links; thence south 44"^ 30' east twenty-five (25) chains 
and thirty-four (34) links, thence south 76^ 30' west sixteen (16) chains and sixty (CO) links 
to a iK>st marked "A"; thence north 44^ 30^ west thirteen (13) chains and twenty-four (24) 
links; thence north 18° 30 east eight (8) chains and ten (10) links to the place^of begin- 
ning, being the main ** Liake Honda Reservoir Tract," and containing 29 1-10 acres. 

Also commencing at the same comer-pobt. No. 24, and running thence north 46'' 30' east 
eleven (11) chains and thirty (30) links; thence north twenty-two (22) chains and sixty 
(60) links; thence south 89^ 16- west eleven (11) chains, more or less, to a fence; th'ence 
south thirty-six (36) chains and seventy-nine (79) links; thence north 18^ 30' east eight (8) 
chains and ten (10) links to the place of beginning, containing about thirty and one-half 
acres, and designated as the waste pond. 

Also commencing at a point on the southern boundary of the reservoir tract proper, be- 
ing one (1) chain and sixty-six (66) links, more or less, from the comer-post marked *'A" 
above mentioned; thence running north 75° 30 east three (3) chains; thence south 12° 15' 
east nine (9) chains and thirty-six (36) links; thence south 75° 30' west three (3) chains; 
thence north 12° 15' west nine (9) chains and thirty-six (36) links to the place of beginning, 
containing two and eight-tenths acres, and designated as the tunnel outlet tract. 

Also commencing at the centre line of the main Lake Honda Tunnel (2) two chains 
northerly from the inlet or south end of said tunnel ; thence running north 65° east sev- 
enty-seven and one-half (77^) links; thence south 8° 15/ west seven (7) chains and nine (9) 
links to the middle of the creek; thence south 65° west one (1) chain and fifty-five (55) 
links along the centre of said creek; thence north 8° 15' east seven (7) chains and nine (9) 
links; thence north 66" east seventy-seven and one-half (77^) links to the point of begin- 
ning and designated as the tunnel inlet tract, containing one acre. 

Xn. That certain other piece or parcel of land situate in the City and County of San 
Francisco, commonly known as and called " the Lobos Creek Property," containing twenty 
'acres, and described as follows: 

Commencing at a stone monument bearing south 66° 16' west nine chains and eight links 
(9.08) from the inlet end on the border of Mountain Lake, and known as the Hotalling 

16 



210 APPENDIX B. 



Tunnel, the Mid monnmeut marking the nonth-eatt comer of a strip of land (3) three chifaa 
and eighteen (18) links wide, following the meanderinga of Lobo* Creek, and inclndiiig 
both banks thereof, from ita head to ita month at the ocean. 

XIII. Also those certain other tracts or parcels of land in the Oounty of Marin and Oe 
old town of Saucelito. to- wit: 

Lota 8, 9. 10. 11. 13, 13. and 14, in Block 6. Old Saucelito. 
•« 16 and 17, •• 10, •• 

•• 0,7, 16 and 17 •• 14, • 

*« 3, 4, 5, 11, 12 and 13, 16, *' with valuable springs thereon. 

XIV. All that certain tract, piece or parcel of land aitnate, lying and being in the Coantj 
of San Mateo, and State of California, commonly known as and called the ** Spring Tallej 
Farm," being a tract of land containing about 6,181 acres, more or less, embracing the Pil- 
larcitofl Reservoir and the contigtioua portions of the waterahed, and embracing the wfaol« 
of sections iwenty-niue (30(, thirty (30) and tbirty-two (33), and parts of sections nindeea 
(19), twenty (20', twenty -eight (28), thirty-one (31). thirty-three (38) and thirty-four (34), 
in Township four (4) south, Bange five (6) weat, Mount Diablo base and meridian; parts of 
sections three (3), four (4) and Ave (5), in Townahip five (5) aonth, Bange Are (5) weit. 
same base and meridian ; and parte of sections twenty-two (33) , twenty-three (33) , twenty, 
four (24) and twenty-five (36), in Township four (4) south, Bange six (6) west, same hue 
and meridian. 

XV. Also, all the water righta of *' Locko's Creek," so-called, with the tributaries thereof, 
the samo b«iing a feeder of said Spring Valley Reservoir, with the flumes, pipes and aqua 
ducta now, or which may hereafter be, used in the diversion, appropriation and oonvenion 
of said waters to the uses of said corporation, and the lands belonging thereto, being piili 
of sections five, six, eight and nine. Township five south. Range Ave west, containing 931 
acres. 

XVI. All that certain other tract or parcel of land, situate, lying and being in the Mid 
Oounty of San Mateo, commonly known aa and called the " Han Andres Beaervoir Tract," 
containing about sixteen hundred (1,600) acres of land, embracing the Ban Andres Beser* 
voir and the contiguous portions of the watershed. 

XVII. All that certain other real estate, aituate. lying and being in the said Oounty of 
San Mateo, commonly known as and called the " Crystal Springs Beservoir Tract," being 
the n>s«rvoir now in course of construction in the said County of San Matoo, and embracing 
the following tracts of land now owned by the Spring Valley Water Works, to-wit: The 
Sawyer Tract, of two thousand two hundred (3,300) acres; the Spaulding Tract, of forty-four 
and 95-100 acres; the Mauvais Tract, of thirteen (13) a<TeB; the Crystal Spring Tract, of 
ninety-five and 14-100 acres ; the Carey Tract, of one hundred and thirty-five and 74.100 
(135.74) acres; the Arguello Tract, of five hundred and sixteen and 43 100 (616.43) sent; 
the Dolau Tract, of aeventy-one (71) acrea; the Peyton Tract, of four hundred and fifty-two 
and 74-100 (452.74) acres; the Bollinger Tract, of one thousand one hundred and aeventj* 
one and 78-100 (1,171.78) acres; the O'Callaghan Tract, of aix hundred and fifty-nine and 
30-100 acres (659.30); the Maynard Tract, of four hundred and ninety-six (496) acres; and 
the Rowe Tract, of one hundred and two 78-100 (102.78) acres — containing in all 6,968.97 
acres. And also all the land which may be hereafter acquired for the construction and 
protection of said Crystal Springs reservoir, and all the water rights which have been or 
may be hereafter acquired for the supply thereof. 

XViII. All those certain other tracts or parcels of land, situate, lying, and being in the 
■aid county of San Mateo, known, bounded, and described as being the southwest quarter, 
the west half of the southeast quarter, the south half of the northeast quarter of the frae- 
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tional north li»lf of the northeast quarter, and the fractional northwest qoarter of section 
eighteen (18), and the fractional soatheastqnarter of section seven (7), all in Township 
four south. Range five west (T. 4 8., R. S W.), Mount Diablo base and meridian, containing 
five hundred (500) acres of land, more or less. 

XIX. All the right, title and interest of the Spring Valley Water Works, of. in, and to all 
the waters of the Ban Oregorio Creek, the Tunitos Greek, the Porissima Oreek. and the Pes- 
cadero Oreek, in the said county of San Mateo, and the tributaries and feeders thereof, with 
all the right which the said Spring Valley Water Works now has, or may hereafter have, to 
divert the same, and appropriate the same to the uses and purposes foe which said Spring 
Valley Water Works is incorporated. 

XX. All those certain other tracts, pieces, or parcels of land, and all those waters and 
water rights, situate, lying, and being in the counties of Santa Clara and Alameda, in the 
State of California, forming and constituting the site for what is known as, and designed to 
be, the Calaveras reservoir, being a new reservoir, the construction of which the Spring 
Valley Water Works has now commenced, and which, when completed, will be the largest 
in capacity and supply of all its system of works, the said property being all those tracts 
and parcels of land, and waters and water rights recently purchased by the Spring Valley 
Water Works from the Alameda Water Company, and from others in ssld counties, and be- 
ing bounded and described as follows: 

The south half of the southwest quarter of section eleven (11 1 ; all of section thirteen (13) ; 
the south half and the south half of the north half and the north half of the northwest 
quarter and the northwest quarter of the northeast quarter of section number fourteen (14) ; 
the west half of the southwest quarter of section number fifteen (15) ; the southeast quarter 
of the southeast quarter of section number sixteen (16) ; the northwest quarter of the 
northwest quarter, and the east half of the northeast quarter, and the southwest quarter of 
the northeast quarter of section number twenty-two (22) ; the east half of the east half, and 
the west half of the northeast quarter, and the northwest quarter of the southeast quarter, 
and the north half of the northwest quarter of section number twenty- three (23) ; all of sec- 
tion number twenty-four (24) ; all of section number twenty-five (25) ; the southeast quar- 
ter and the south half of the northeast quarter of section number twenty-six (26) ; the 
north half of the northeast quarter, and the north half of the south half of the northeast 
quarter, and fraction of south qusrter of northeast quarter of section number thirty- five 
(35) ; and the north half of the north half and fractional south half of the north half of 
section number thirty-six (36) ; all in Township number five south. Range number one east. 
Mount Diablo base and meridian ; also the fractional northwest quarter of section number 
thirty-one (31) in Township number five (5) south. Range number two (2) east — same base 
and meridian; containing four (4,000) thousand acres of land, more or less. 

Also, all the waters, water rights and water privileges owned or held or which may here- 
after be acquired by the party of the first part, of, in or to the waters of the Alameda Creek, 
and all the rivulets, streams, springs and feeders thereof, with the right forever to divert 
the same at the point where the Spring Valley Water Works is now about constructing a 
dam and reservoir for said waters, and to convert the same to the uses and purposes of said 
water works: said right including the right now held by the said Water Works to take and 
appropriate the waters heretofore used for the motive power of the Vallejo Mills, In said 
county of Alameda, so far as they can be taken at the point of appropriation aforesaid, and 
forever to divert the same at the point aforesaid from said mills; also including all the, 
riparian rights now held by said company, or which it may hereafter acquire, as against 
any and all owners of the soil bordering upon said stream below the point of diversion 
aforesaid. 
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XXn. Also all the reterroin, pipec, flames, aqoedactSp nudns, senrice pipes, and all the 
psrsoual property of said Spring Valley Water Works, of every description. 

And now as to the price. The company has no desire to take any advantage of the neces- 
sities of the city ; in proof of which assertion I refer to the coarse it has pursued daring 
the municipal litigation forced apon it for the past eight years. 

The amoants that we hare expended in the conduct of our hnslness, with legal Interest 
added from the time of the expenditure, less the dividends paid to our stockholders, aggre- 
gate mure than $19,000,000, as can be easily yerifled by a competent accountant, to whom, 
at your request^ a full exhibit of our books and aflCaird will be made. 

But, under the circumstances, I am authorized by our Board of Directors to say that we 
will sell and convey all our property, as aforesaid, to the City and County of San Francisco 
for $16,000,000 in gold coin. 

Very respectfully yours, 

CHAS. WEBB HOWABD, 
President of the Spring Valley Water Works. ' 
flAV Fbaxcisco, February 28, 1877. 



PROPOSITION OF P. DONAHUE, SOL. A SHARP, AND 

DAVID MAHONEY. 

2b the Mayor, AudUor, and Dittrid AUomey of tKe City and County of San Franciteo: 

GXMTLSMBM— In Compliance with your request of the 29th of January we submit to yon. 
the following propositions: 

FxBST— We will bind ourselves to furnish reservoirs of capacity of forty millions of gal- 
lons, to erect full and complete works of capacity of ten millions of gallons per day, and 
lay down pipes through the city to the extent of thirty miles, for the sum of four millionB 
of dollars, six per cent. City Bonds. 

Seoomd— We will furnish the same as above provided for, except the distributing pipe«» 
and extend the pipes to the New City Hall tor the sum of three million three hundred thou- 
sand dollars, six per cent. City Bonds. 

N. B. All the above works shall be complete, and approved of by the engineer appointed 
by your Honorable Body. 

Tbibd— We will sell to the city the lake and a thousand acres (reserving eight acres) 
south of the Ocean House, for the sum of two million seven hundred and fifty thousand 
dollars. 

In all the above propositions it is proposed to put in the thousand acres of land, exoitu 
sIts of the lake. 

Bespectfully yours, etc., 

P. DONAHUE, 
SOL. A. SHABP, 
DAVID MAHONET. 
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PROPOSITION OF THE FEATHER RIVER WATER COMPANY. 

3b the Honorable Board of Water Commiuionertt San Frandtco.- 

Oektlsmkn— The Feather Kiver Water OompaDj propose to furDiiih to the City and 
Gonnty of San Francigco pure fresh water iu such quantities as your Honorable Body may 
determine to be needed for the present and future wants of this municipality. 

Such supply to be measured simply by the requisition your Honorable Body may make 
upon the illimitable resoarces, which this Oompauy offer to place at the disposal of such 
agents of the City and Ck>unty as are now and who may hereafter be selected to determine 
npon the quantity needed. 

This company, in the presentation of its plans for your consideration, suggests that it 
deems it appropriate to present results, leaving all questions of detail for consideration 
hereafter. 

SUPPLY. 

We call your attention to the sources of our supply. One of the chief sources of water 
supply of the Feather River Water Company is as follows: 

The North Fork of the Feather River and its tributaries, the central reservoir of which 
is in the Big Meadows, in the Sierra Nevada range of mountains, the watershed of which 
we present at 1,000 square miles and over. 

QUANTITT. 

This supply is so abundant that we hardly anticipate criticism, much less doubt, on the 
part of anv person acquainted with the territory from which the supply is taken. 

We can but regret that the lateness at which the proposition of this company was pre- 
sented to your Honorable Body has prevented, on your part and that of your Engineer, a 
thorough and complete examination into the properties offered, and hereinafter referred to. 

The Big Meadows is a great natural artesian reservoir lying at the base of Lassen s Peak, 
a snow-capped mountain eleven thousand (11,000) feet high, the immediate streams flowing 
from which are never fordable, can only be crossed by bridges or boats, and will float the 
largest vessel which ever entered the harbor of San Francisco. Therefore this source will 
last as long as this monarch of the mountains shall pierce the cloud-banks that here make 
the Sierras their great and favorite resting beds. A. mountain where, from its summit and 
slopes, trickle down living streams of water— the melting of the banks of eternal snow — 
the accumulated stores of centuries, that are but too inviting to the thirsty City of San 
Francisco, surrounded by seas of water, and having but metered drops to drink. 

This watershed has an average annual rainfall of 100 inches (which statement we make 
upon the authority of Professor Davidson, of the Coast Survey) , falling upon a geograph- 
ical formation covered by dense forests of sugar and other varieties of pine timber, no cul- 
tivation or habitation thereof, and that is well calculated to store and to let down the 
largest quantity of water that San Froncisco can possibly consume for centuries to come. 

This is the locality where tho Coast and Sierra Ranges of mountains seem interlocked 
and receive the immense cloud formations which here deposit and store and bank them- 
selves up as a future treasure, in the forms of both snow and rain, and upon which San 
Francisco can safely draw her drafts, with no fear of their ever being dishonored. 

Professor Davidson is our authority for informing your Honorable Body that in the cen- 
tral and southern portions of the great valley of the Sacramento, particularly the latter, 
the average rainfall is barely sufficient for the maturing of crops. In the northern part 
of the State, however, this is reversed; the rainfall is generally more than sufficient, ren- 
dering even reclamation and drainage necessary; that on the flauks of the mountains, along 
the Si( rras and Coast Ranges, and especially to the north, the rainfall is very large, and on 
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the average In th*e Sierras there is a saperabandance of water. Bat even In the Sierras, 
where nature stores away about sixty-six feet of snow annually for future consumption, 
she only stored away last winter about eight feet, which fact renders it quite probable that 
no springs will break out in this State in September next at the places where they usually 
do, and least of all, in our Judgment, upon this Peu insula. 

On the question of water supply and quantity, therefore, we take it for granted ttiat your 
Honorable Body will doubtless take this important meteorological fact into due considera- 
tion, and that you will begin where your predecessors left off, and profit by their experi- 
ence — whether their work was well or illy done, or whether it blessed or cursed those who 
had to pay for it. 

Their mistakes on this all-important want to our young but rapidly-growing raetropoliSy 
should prove your instruction — ^their failures, your admonition. 

QUAUTT. 

This water is cold as ice, clear as crystal, and so pure that it needs not a chemist to ana- 
lyze it at any price. 

OHB or THE MBAMS OF OOMDUOTUIO THX WATBB. 

We propose to take the waters from the Big Meadows, at the Junction of Warner's Greek 
with the North Fork of the Feather River, and by a canal thirteen miles long, and with a 
capacity of 100,000.000 gallons per day, and with a fall of 6.40 feet per mile, to be con- 
structed in accordance with the specifications famished by your Engineer, Colonel 
Mendell. ' 

This canal, by a survey made upon the ground, courses along the southern base of Stover's 
Mountain, and conducts these waters into the valley of "Lost Greek," where a reservoir 
site of 6,000 acres is established. Thence by the natural bed of Lost Grsek to Deer Greek 
Meadows, where another reservoir site of 3,000 acres is established. Thence by the natu- 
ral bed of Deer Greek to a point 1,160 feet above the level of the sea. Thence l^ a similar* 
sixed canal to a point in Township 31 north, Baoge 3 east. Mount Diablo base and meridian, 
snd having an elevation of 977 feet above the level of the sea, where we reach the head of 
our pipe line, situate upon one of those long spurs that here make down from the main 
Sierras into the Sacramento Valley. 

In this vicinity and immediately opposite thereto, we have by a careful examination and 
survey made by this Company, delineated the peculiar formation and location of the spurs 
which make down and border upon the southern bank of Stony Creek, and which afford us 
one of the shortest pipe lines that can span the Sacramento Valley. 

From this spur of the Sierras we pipe the waters to a sufficient altitude upon a corres- 
ponding spur on the Coast Bange. 

On the other hand, we can take up the pure waters of the numerous and bountiful triba* 
taries of the North Fork of the Feather Biver, at a lower elevation above the sea, and con- 
duct said waters to the head of our pipe line via the reservoir at Yankee Hill, or via Gonoow 
Valley to the same point. 

These tributaries upon which %o mining is, or ever was, or ever will be done, have ss 
their source of supply a watershed of 1,000 square miles, covered with numerous lakes, 
similar to the Upper Big Meadow supply, and flow through a decomposed granite formation, 
rendering canal construction easy, and maintaining the water in its state of absolute purity. 

The only growth on this entire watershed it the pine and oak timber— no cultivation— no 
habitation. 

• 

The head of our canal line on the Coast Bange is 697 feet above the level of the sea, from 
which point said canal courses along the most eastern slopes or faces of the Coast Range 
(for you will now observe that this range has a peculiar sloped watershed) to a point where 
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nature fumlBhefl us with a reservoir site of ten square miles, called " Upper Little High 
Valley." A canal leads to another reienroir site of eight square miles, called " Lower Little 
High Valley." Here nature, as if in a spiiit of excessive bounty, successfully aids our 
plans by having scooped out of the Coast Range one of the most magniflceDt rock-bound 
basins to be found in our mountains, and which is called " Bear Valley," and of 40 square 
miles in extent, and which we have selected as another reservoir site. 

In addition to this, we avail ourselves of Indian Valley for a new store of water, coming 
as it does, from an immense watershed, rising in places to 4,000 feet above the level of the 
sea, and conduct these waters from the Indian Valley basin through the Kanawha Pass into 
our main canal ; thus we have in connection with our pipe and canal line — not simply a 
system of reservoirs, but in fact a chain of large lakes; and, as startling as the statement 
is, these reservoirs have a f^uperflcial area greater by 16 square miles than the entire supet- 
flcial area of Clear Lake— a lake, had the waters of which not been unfortunately deemed 
impure, all persons admit would have been an available source of supply for San Fran- 
cisco. 

Thus we have stored up for actual use in the event of need, in a complete system of re- 
servoirs, an abundasce of water, and with a depth of 60 feet and upwards — the area alone 
of which does not fall much below the entire watershed of the Peninsula plans and which 
reservoirs will store, in the event of any accident which the imagination of the most skep- 
tical engineer can picture, equal to a six years' consumption of 100,000,000 gallons daily for 
the people of San Francisco. 

It is not improbable that our perfected survey, now in process, will enable us to locate a 
shorter and more favorable pipe-line across the upper Sacramento Valley, due to the fact 
that the spurs that here make down from the Sierra, recommend themselves to us as equal- 
ly, if not more favorable, and which will enable us to pipe across the Sacramento Valley 
under a less pressure— save 10 or more miles of pipe, and reach a higher elevation on the 
Stony Creek spurs— in which event canaling along Indian Valley on its east side would be 
easy, and thus mable us to fill Bear Valley Reservoir direct from Big Meadows— thus leav- 
ing our system of reservoirs as heretofore described, intact, simply changing the mode of 
storing them with water. 

From this system of reservoirs oar canal follows down the natural bed of Bear Valley 
Greek, which upon examination and survey, we find admirably adapted for the purpose, 
for a distance of 12 miles to a point near its j auction with Cache Creek. From this point 
we have (2) two lines depending upon many facts, among which is, whether an additional 
reservoir site between Cache Creek and Saucelito is needed. Should we need it, or should 
your Honorable Body deem it desirable, then we propose making available Puta Creek and 
its immense watershed, the waters of which, by Scowden's report, are purer than any he 
examined and reported upon, and storing its waters in a proposed Berryessa Reservoir, and 
by a canal, come down to Napa, by a line delineated in detail on our map, and by means of 
a short tunnel above KnoxviUe, or we course along the east face of the Coast Range, and 
reach Napa Valley by a similar line. Our perfected surveys will disclose the better of 
these two routes. Once on the high hills bounding Napa Valley on the east, we pipe across 
said valley by a line four miles long, when we again take up our canal line to a point above 
the town of Sonoma, where we again have IH niiles of pipe ; thence by canal to the point 
where we pipe by five miles, to the high ground north of Petaluma, whence we canal direct 
to Saucelito. Thus, on our whole route we avoid all swamp, overflowed, salt marsh and 
tide lands, and have firm and dry ground for our pipes, and in the several structures req- 
uisite we follow and comply with the specifications as furnished us by your engineer. 

This line then brings us to Saucelito, from;«(rhich point we cross by tunnel under Golden 
Gate to San Francisco. Up to Saucelito, the several hydraulic and hydrostatic problems 
that enter herein for solution do not differ materially in principle from those that must 
perforce enter into any one of the Sierra Nevada plans, and need not here be more minutely 
discussed than in the manner set forth. 
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Our plan therefor^ presents the special problem of crossing by a tunnel under the Golden 
Gate. To this subject our en^eers have devoted themselves with a care that renders it, 
in oar opinion, safe, and to the extent of making the following proposal, to wit: 

I. The Feather River Water Company propose to build and construct the tunnel line 
from Sancelito to San Francisco, without asking or expecting a dollar to be paid or a bond 
to be issued nndl your Engineer and Oommission, or your successors, can inspect the same 
and know that it la complete and perfect. 

n. We propose, if the contract is awarded and ratified by a popular vote, to give a bond 
in such sum as your Commission may designate for the faithful performance of this part of 
the work of construction, as well as the other part of the work of constructiou. 

III. And whereas, a special election, such as is contemplated by the law creating the 
Water Commission, will be held at the expense of the City and County of San Francisco, 
and will without doubt cost $30,000— we proi>ose, if your Commission will award the con- 
tract to us, to enter into a bond with good and sufficient sureties, conditioned to the efiiBct 
that if the Feather River Water Company, its successors or assigns, do not enter into such 
a required bond within thirty days from the date of the ratification by the people, and do 
not enter upon the work of constructing the tunnel, to pay to said City and County of San 
Francisco the cost of holding auch special election, not exceeding the said sum of $30,000 
specified in said undertaking. 

This tunnel nnder Golden Gate, when successfully constructed, will be a property in 
which not only the City of San Francisco and State of California will have an interest in 
more ways than one, but in our judgment will be a matter which the nation will regard as 
of no minor consequence in connection with the defenses of this harbor and of the City of San 
Francisco. But however important these matters may hereafter prove, our consideration 
thereof for the present is limited to its relation to the water supply of this Ctty. This 
tunnel once constructed, opens up an entirely new chapter for an ample water supply for 
this City, and enables and compels your Honorable Body to study it in the light of new 
sources and watersheds hitherto neglected, and not presented to your Honorable Body, so 
far as we are informed, outside of the presentation thereof by the Feather River Water 
Company. The full and careful consideration that we have been able to give this subject 
by surveys, examinations and proper compilations of maps, has already cost our Company 
a very large outlay of money— and here we take the liberty to call the attention of your 
Honorable Body to a fact, important to us if not to the public, that in nearly all, if not all, 
the plans proposed to your Honorable Body the public of San Francisco have incurred and 
paid large expenditures in various ways, and that, so far as we know, they have not as yet 
spent a single dollar to aid in any way our plans, or to collect data in connection therewith 
that would guide your action, or assist your deliberations to form a just judgment in this 
important matter. We therefore, in successfully solving the problem of a tunnel con- 
struction under the Golden Gate, and thus, by introducing you and the public to these new 
sources of water supply, do not feel justified in leaving our rear unguarded by permitting 
other parties to procure and furnish a supply from this new field, and therefore call your 
attention to this fact, to-wit: If you draw a direct line from Saucelito to the Big Meadows, 
and thence another line to the mouth of Eel River, which we have done upon a map of the 
State, and which we now show you, it will be perceived that we have a new watershed, 
shaped like a fan, having for its boundary the Pacific Ocean. We aver that the rainfall 
within the boundaries so described, exceeds by far the rainfall of any other equal-sized 
area in the State of California. A knowledge of this fact, and relying upon it and other 
data collected l^ us in the study of the question of a proper water supply for San Fran- 
cisco, warrant the Feather River Water Company therefore in pointing out, as they now do 
to your Honorable Body, an additional source of supply, in the event that neither of the 
other proposals hereinbefore referred to shall be by you accepted. 
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After the F. R. W. Company had demonstrated by its engineers the feasabllity and prac 
ticabillty of constmcting a tunnel under the Golden Gate, it was deemed necessary to 
make an examination into other sources of water supply, which might be available to Ban 
Francisco from the waters of Marin, Sonoma and Mendocino Counties lying west of the 
dividing slope of the Coast Range. We think that snoh source's exist in the Middle and 
South Fork of Eel River in Mendocino County, the waters of which, upon a survey and 
measurement thereof made by one of the engineers and surveyors of this company (Mr. 
Benson) , were found capable of furnishing 200,000,000 gallons daily to the city. 

We propose to divert the waters of Eel River at a point 2,000 feet above the level of the 
sea, and by canal carrying 100,000,000 gallons daily, and constructed in accordance with 
the specifications of your engineer, conduct the same to the extreme west face of the Coast 
Range. Once on said west face, the canal would keep on high firm ground, through a coun- 
try well timbered and tapping the heads of all the numerous streams which rise in this 
Range and debouch directly into the ocean. A canal line thus established would not lose 
water by evaporation, as evaporation would be amply compensated for by the contributions 
of numerous small feeders along the entire length of this proposed route. In additton to 
this, the country through which the canal would pass is cool in summer, subject to fogs 
from the ocean for a considerable portion of the year, thus maintaining the water in a state 
of freshness and purity. 

Should it ever be found necessary, the waters of the South Fork of Trinity River could 
be conducted to the head of the proposed canal, and which distance is over easy ground 
and will not exceed 26 miles in length. 

Or again, an interior route for the canal could be selected by means of a tunnel three- 
fourths of a mile long in the mountains which separate the waters of Eel from those of 
Russian River, and bring us down into the broad basin of Russian River, and which last 
named river could be thus made available. 

On either of these two routes we have estimated that the pipe line would not exceed 12 
to 16 miles in length . 

The interior route would not be as favorable as the Coast route, due to the fact that the 
evaporation thereon could not be compensated for to the same extent as on the Coast route, 
owing to the absence of fogs, and also from the further fact that most of the small streams 
which have their sources on the eastern slope of the mountains dry up in the summer sea- 
son. The length of canal by either route will be about 200 miles. 

The great advantage which this line possesses is, that it is practically without pipes and 
does not involve the expensive elements of pumping, and affords numerous reservoir sites 
along the heads of the many streams en route. 

QUAUTY. 

As to the purity and quality of the water there can be no question, rising in and flowing 
through a non-mineral formation, and its source derived from the region of almost per- 
petual snow in the Yallo-Balle]|r Mountains at an elevation of 4,000 feet above the level of 
the sea. 

SEBVIOE SYSTEM. 

As to the service system so styled by Mr Schussler, Chief Engineer of the Spring Valley 
Water Company, as belonging to Spring Valley, and included in the millions which it asks 
for its properties, we say that if the Commission will adopt such a suicidal plan as to ac- 
cept pipe of equal dimensions, we will undertake to furnish and lay down an e<iual amount 
of water pipe, of equal quality, weight and durability, for the sum of $1,660,000.00. 
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But for a proper aervlce syBtem, for one which the city will not be compelled year after 
year to be changing and to be at considerable expense annually in remoying and extend- 
ing, we cannot undertake to give any egtiniate until your Commiasion shall haye obtained 
from your Engineer, 0)1. Mendell, and gire public notice of the same, specificatioDa as to 
Hie number 3f miles, thickness, diameter and kind of pipe, and where to be laid. 



The distinguished engineer of Spring Valley lays great 
belonging to that corporation. 



stress upon the service ayBleia 



We assert that if the officers of the Fire Department be called here and sworn, we will 
undertake to prove to your Honorable Body that the present syston is utterly and thor- 
onghly insufficient in the greater portion of the city. 

We here assert that some of the most valuable property in ttie city is situate along the 
following named streets, which streets have the sices of mains set opposite to them, re> 
spectively, and to any one acquainted with the city the insignificant protection which le 
thus afforded is apparent at a glance, and cannot be confused or confounded bj sdentillc or 
abstract calculations made by ever so distinguiahed a Oivil and Hydraulic Engineer. 



TABLE or STBXnS. 

SIredi. Siaeo/Maimt, 

Montgomery, Market to Jackson 8 inehce. 

Bansome, ** to Bush 8 '* 

" BushtoPaciflc 6 " 

Battery, " toJackson 8 

Front, Market to Vallejo 6 

Davis, Pine to Sacramento 4 *' 

Drumm, Market today 6 ** 

Sutter, Dupont to Kearny 4 ** 

" " toTaylor 6 

" LarUn to " 4 

Stockton, Market to Sutter 6 ** 

" Bushto " 3 

" •* toWashington 5 

Second, Market to Folsom 6 *' 

Third, " to Brannan 8 

" Berryto " 4 

Fourth, Market to Berry 6 

Fifth, " to " 8 

" Bryantto " 6 

Sixth, Market to Folsom 6 

" Bluxometo •* 

Steuart, Market to " 

Washington, Battery to Powell , 

Clay, " toEast , 

Commercial, Kearny to '* 

Sacramento, Hyde to Front i.. 

Galifornia, Powell to Dupont 

Pine, Mason to Kearny 

" Batteryto " 

" to Front 

Post, Powell to Hyde 



(( 



(( 



The service 'system of Spring Valley so-called, and which Engineer Scowden in his elabo- 
rate report designates the * 'Distribution System of the Gity," includes, as we are infcurmed. 
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the '* SyBtems " constraotad by the Ensign k Beusley companies and the present corpora- 
tion, the greater portion of which is 3, 4, 6 and 8<inch pipe. 

This "System," which all companies now proposing to famish water to the city are con- 
fronted with as a "scare-crow" to keep them out of the field of competition, was no doubt 
a good one when our city was sparsely populated; when the " International Hotel," then 
on Jackson Street, was a structure of immense capacity and the first-class hotel of San 
Francisco, and when, in addition to it, others were scarcely needed. But now, when the 
growth of the city requires the Palace, the kitchen of which covers almost as much ground 
as the International did, and demands as much water to supply it as was required to sup- 
ply the old International; when in addition to the Palace, the Baldwin, Occidental, Grand, 
lick. Buss, Cosmopolitan, Brooklyn, Commercial, and scores of other hotels are needed to 
accommodate the traveling public; when the city has extended its business streets from 
bay to ocean ; when lax^e and magnificent structures have been erected to accommodate the 
permanent business of the city - structures unequaled by few, and unsurpassed in no city 
in the United States; when its residence properties, having been extended miles and miles, 
containing homes which are palaces, and comparing favorably with the residences ac- 
corded to royalty in foreign countries; with our parks opened and beautified, demanding 
more water in a day than was formerly supplied by the Ensign k Bensley companies in a 
year for similar purposes; with large public institutions now existing, reqidring more wa- 
ter In a day than Spring Valley five years ago furnished to the combined hotels of the town 
—in Tiew of these facts, and the future, we think this "City System of Distribution" should 
be pronounced inadequate and insufficient. 

We do not mean to say that Spring Valley has not a few miles of pipe in its service system 
which will be available within ten years; but we assert that if this City shall continue to 
advance the next ten years ss it has during the last ten, that Spring Valley has but few 
miles of pipe which wdl not require removal and replacement by new mains and distribut- 
ing pipes of lai^er capacity. 

When, thm, we are confronted with the " Service System," we say to the Commission, 
give us an idea of what the City will need by the time we can construct our works, and we 
will give you an estimate, and security for its performance. 



«( 



PBNINSXTLA SUPPLIES.' 



We have had careful surveys and calculations made by our engineers relative to the Pe- 
ninsula supplies, and we designed presenting the results to the Commission, but on the 2d 
day of May, 1877, there appeared an exhaustive article in the San Francisco Daily Chrontde, 
which we have been informed was compiled by an engineer not connected with or employed 
by any one of the representatives of the various water schemes presented before the Com> 
mission. 

On an examination of the article by us, it was found to be so thorough and to agree so 
perfectly with the opinion entertained by our engineers, that in order to detail them for 
other duties and to save valuable time we incorporate it as a part of our statement and ai>- 
pend it as an exhibit. 

An examination of these sources suggusted to us the potential fact that the City and 
County of San Francisco needs absolutely and immediately a source of supply which can 
be speedily made available. 

While our Company has no interest, direct or indirect, immediate or remote, probable or 
possible, with any other proposition submitted to the Commission ; and above every one 
insist that the plans it presents are the most feasible and practicable for the future wants of 
the City, yet we feel in duty bound to present to the Commissioners the fact that in view 
of another year of drouth succeeding the one last past, and in view or the daily necessities 
of the City for water for its parks, for fires, for the cleanliness of its sewers and streets. 
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and for the general good health of its eitixena and protection of private and public prope- 
ties, that a source of supply which can be made available immediately should be obtained 
by the Comiuissioners. 

That such supply does exist we have the frankness to admit, and whether or notttinjora 
our Company, yet wo urge that the wati'rs of Laguna de la If creed should be porehsnd, 
and means taken immediately to intriHluce the water thereof into this City. 

7IMANC1AL SDOOKSTIOM ZX ANBWXB TO THX rZMAXOIAL AKOUMCKT OF SPBIKO VAIXXT. 

It is not uecessary to thu presentation and maintaining before your Honorable Body thi 
merits of our plans and proposals that we should consume vsluable time to you and ounelTCi 
by entering into au analysis or a criticism of the many statements made to your Hononbk 
Budv by the Spriug Vslley Water Company. There in one statement, however, that we do 
not propose shall pass unnoticed. Yuu have been already told by this Company of the 
heavy financial burdens to be certainly borne in the future by the people of San Fraociaoo 
in the event that your Commission should select any sources of water supply other thu 
those of the Bpring Yiilley Wster Coinpsnv. Now we aver that such i»tatements and con- 
clusions are errorn of fact, which we imdertake to prove from their own books and fif> 
ures, which speak for themselves. 

On page 111 of S^owden's Report, the Sucretary of the Spring Vslley Water Company,!]) 
submitting his annual Report to the President of said Company. Mr. Howard, states thit 
the receiptrt of said Company from Water Kents from June, 1H74, to June, 187.5, amounted 
to the sum of $1,()U0,G:U.1H. Now thene Water Rents are paid monthly iu advance, or at the 
end of each month, which fact makes said sum at its sdded value, with interest at six per 
cent, per annum, equal to $1,120,811. 

Assuming, then, that the city should select a now source of water supply costing |14,000,- 
000, to bo paid in aO-year bonds bearing intt^rest at the rato of six per cent, per annum, the 
interest thert'on would bo $S40.000 annually. That is, the difference annually between tbt 
sum the people would havo to pay in the future and that which they actually do now pay, 
is $'2H0,H11. Admitting thnt tltis difference would not increase, but remain a constant qaao- 
tity (which is not the fact, for while the annual interest on the bonds would remain con- 
stant for 30 years, the water rentH would increase annually in favor of the water compiny 
and aguiuHt the people), and that if said (iifference was placed at interest at the rate of lix 
per cent, per annum for 30 years, and this sum being an annuity, would at the end of aaid 
30 years amount to the enormous sum of #'2:),813,300. An amount snmuient to coustitate » 
sinking fund large enough not only to redeem the entire bonded debt, as proposed by the 
Feather River Water Company, but would leave also a balance ample to defray every ex- 
pense likely to be incurred during said 80 years in connection with the new plan of obtain- 
ing a water supply. This statement we have tabulated, and recommend the results thiu 
found to the consideration of your Honorable Body when you* shall view the water qnei- 
tion from a financial standpoint. 

THE TUMKKL AT THB OOLDBN GATE. 

This appeared to the company as the most difficult to solve of the problems with which 
it was confronted in the bringing of fresh, pure water to the City and County of San Fran- 

CiBCO. 

Anticipating that it would be asserted that such work could not be done, we have thought 
that the best answer that could possibly be given to the assertion woul(\ be the statement 
that the company promites to build and construct the tunnel at its own risk, and withoat 
asking a dollar of payment from the City and County of San Francisco until the said tun- 
nel shall be built and constructed on either of the plans as will be hereafter presented by 
our engineers. 
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While recognizing this m the most potential answer that can be given to the aaaertions 
of impracticability, nnfeaaibility, and that the said tunnel cannot be conRtructi>d, yet for 
the satisfaction of the company, and (or the satisfaction of the Gommission and your dis- 
tinguiahed engineer. Col. Mendeli, we have obtained the following letter, signed by gentle- 
men distinguished in their professions and whose assertions are entitled to great weight 
and force, and certainly while not absolute as authority, can properly be declared as ex- 
ceedingly persuasive to your Gommission and your engineer, Col. Mendeli. 

The following is the written statement, the original of which we here furnish to the 
Oommission: 

VxBonnA CxTT, Nevada, May Sth, 1877. 

To GSMKBAIi J. B. WnrTKBS, . 

Pretident of ike FeaOur River Water Company: 

The question of tunneling the Golden Gate from Saucelito to Fort Point having been 
discussed with the public of San Francisco, and its feasibility and practicability having 
been doubted, we the undersigned give it our opinion that the project of tuuneling the 
Oolden Gate at said points is feasible and practicable, and that we would have no hesitancy 
of undertaking the construction of said tunnel, and at an expense that engineers of good 
standing in their profession should estimate. 

We do not regard the said construction as more difficult, hazardous or expensive than 
works of a similar nature that we know have been constructed by the capital and engineer- 
ing talent in the State of Nevada. 

E. S. Davis. 
United States Surveyor for Nevada. 
James Butlsb, 
Chief Clerk Surveyor General's Office. 
W. H. SMrrn. 
Superintendent Belcher Mine. 
Thos. G. Tatix>b, 
Superintendent Yellow Jacket S. M. Co. 
Sam. T. CiTBTis, 
Superintendent Ophir, Savage, Mexican and Union. 

J. B. OVKBTOM, 

Superintendent Virginia and Gold Hill Water Co. 

James G. Faib, 
Superintendent Cal. and Consolidated Virginia M. Cos. 

Wm. H. Pattok, 
Supervising Engineer Cal. and Consolidated Virginia M. Cos. 

The names attached to this letter need no introduction to the public of San Francisco. 
It will be perceived that these gentlemen are willing to undertake the construction of said 
tunnel, and it can hardly be doubted that other gentlemen residing in the State of Calif omia 
will be found to undertake the work of construction which we have not thought or been 
advised was either hazardous or chimerical. 

PROPOSAL*S. 

The Feather Biver Water Company propose to the Honorable the Board of Water Com- 
miadoners the following: 



To supply from the hesd^waters of Feather Biver— adopting either of the sonroes herein- 
before described— to eonstract the canal ; to fumlah the pipe teqairad for the pipe line and 
to build and oonstmct the tunnel; to furnish reservoirs in Bear Valley, Indian Vallsj, Up' 
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per Little Hi|^ Valley, Lower Little High Valley, aod a reservoir in the Sierras, and at or 
near Saaculito, in Marin Connty— farnishiag a daily supply of 

26.000,000 gallons for the sum of $13,969,776 

60,000,000 " •• " 17,237,407 

76,000,000 •• •• •* 20,111,189 

100,000,000 " •* *• 22,984,770 

SSCOIfD. 

To supply f^m the waters of Stony and other creeks in the Coast Hange — to constmot 
the canal; to furnish necessary pipe and to build and construct the tunnel; to furnish res- 
ervoirti in Bear Valley, Indian Valley, Upper Little High Valley, and Lower Little High 
Valley, and a reservoir at or near Sancelito, in Marin County— furnishing a daily supply of 

26.000,000 gallons for the sum of Ill ,260,000 

60,000,000 *• *• •• 12,400,000 

76,000,000 " •• " 13,750,000 

100,000,000 " •• •• 15,110,000 

THXBD. 

To supply ftom the waters of Stony and other creeks In the Coast Range — ^to construct 
the canal ; to furnish the necessary pipe and to build and construct the tunnel; and to fur- 
nish reservoirs in Bear Valley, Indian Valley, Upper Little High Valley and Lower Little 
High Valley, and to take the waters of Puta Creek and to furnish reservoirs in Berryessa 
Valley and a reservoir at or near Saucelito, in Marin County— furnishing a daily supply of 

25.000,000 gallons for the sum of $12,250,000 

50,000,000 " " " 14,000,000 

75,000,000 •• •• •♦ 15,500,000 

100,000,000 " ** »• 17,000,000 

FOUBTH. 

To supply from the head- waters of Eel River — to construct the canal ; furnish the neces- 
sary pipe line and to build and construct the tunnel; to furnish reservoirs at suitable places 
along the canal line, to be selected by your Engineer, and a reservoir at or near Saucelito, 
in Marin County— furnishing a daily supply of 

25,000,000 gallons for the sum of $10,150,000 

60,000,000 " •• •• 11,250,000 

75,000,000 ♦• " •• 13,000,000 

100,000,000 •• " " 15,000,000 

FIFTH. 

To supply from the head- waters of Puta Creek, with reservoirs in Berryessa Valley; to 
construct the canal; furnish the necessary pipe; to build and construct the tunnel; and to 
furnish a reservoir at or near Saucelit<f, in Marin County— furnishing a daily supply of 

25,000,000 gallons for the sum of $8,500,000 00 

60,000,000 " " " 9,750,000 00 

76,000,000 " •• *• 11,000,000 00 

100,000,000 " •• " 18,000,000 20 

SIXTH. 

To supply, from the head waters of Russian River, with reservoirs at different points 
along the route of the canal; to construct the canal; to furnish the necessary pipe; to build 
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and oonstruct the tunnel; and to furnish a reseryoir at or near Saucelito, In Marin Oountj, 
fomiBhing a daily supply of 

2S.0U0,000 gallons for the sum of $9,650,000 

50,000,000 * •• •' 10,900.000 

75,000.000 " •• •• 12,150,000 

100,000,000 " " *• 14,200,000 

In each and all of these propositions it is to be understood that the main canals shall 
have a carrying capacity of one .hundred millions gallons water daily. 

TIME OF OONBTBUOnOM. 

We propose to construct the works in either of the proposals presented within three years 
ftrom such period after the signing of the contract as may be determined upon between the 
Feather Biver Water CSompany and the Oommissioners. 

BESKBVOIBS TS BAV FBANCISOO. 

We propose, if the contract be awarded to the F. R. W. Co., to indicate to your Commis- 
sion favorable sites for reservoirs on the Government Reserve, which the City and County 
of San Francisco can no doubt obtain from the Government of the United States without 
cost, and which can be constructed at moderate expense. 

PAYMENT FOB THE WOBK. 

We propose that the shaft on the San Francisco side of the Golden Gate, the tunnel un- 
der the Golden Gate, and the shaft on the Marin side of the Golden Gate shall constitute 
one section; and that on the completion of the same there shall be paid the sum of 
$1,600,000. 

Thereafter the work shall be paid for as it progresses. Estimates to be made monthly by 
the lingineer of the Commission, as hereafter to be agreed upon ; and seventy-five (75) per 
cent, of such estimate to be paid monthly. 

Payments to be made in bonds of the City and County of San Francisco, issued in sums 
of $1,000 each, with coupons for interest. Said bonds shall draw interest at the rate of six 
(6) per cent. i>er annum from the date of the issuance. 

The principal of the bonds shall be made payable at a specified day to be named in said 
bonds, which shall be thirty (30) years after their date, at the office of the Treasurer of the 
City and County of Ban Francisco. 

The interest on said bonds shall be payable semi-annually, on the first day of January and 
the first day of July of each year, at said Treasurer's office. 

Both principal and interest shall be payable«in gold coin of the United States of America. 

Said bonds shall be issued, signed and registered as required by the Act of the Legislature 
authorizing their issuance. 

KEBPINa THE WOBKS IN BBPAIB. 

One of the most serious objections urged against the adoption of any plan providing for 
bringing water into San Francisco is the fact that the city would be required to employ a 
large numbor of persons to watch the line of works, and a large number of workmen to 
keep the same in repair. 

To successfully answer this objection, after mature deliberation upon this subject, our 
company propose that in the event the Commissioners award us the contract, and the peo- 
ple of the City and County of San Francisco ratify the same, to take the supply of water 
firom the F 3ather River, at either of the points herein designated, it will undertake and ob- 
ligate itself to keep all of the works in repair, to bejOonstructed by it, exclusive of pipes, 
for the use of the surplus water which said works and reservoirs will afford, after the daily 
delivery to the city of the quantity agreed to be furnished by this company. In view of 
this proposition, we submit that the manner and method of construction should be left to 
the judgment of our engineers, following and conforming to general formula, furnished by 
Col. Mendell, the Engineer of the Commission, and the company offer to the Commission- 
ers, if the contract is awarded and ratified, security in any reasonable amount for the faith- 
ful performance of this special obligation. 

FEATHER RIVER WATER COMPANY. 

By JOHN B. WINTERS, President. 

John Mullan, ) Counsel 

Joseph M. Nouqubs,} "O"^**^* 
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